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PROGRESS REPORT 


COMPRISING OPERATIONS AT THE SEWAGE 
EXPERIMENT STATION AT SPRING 


GARDEN, PHILADELPHIA 
CARRIED ON BY THE 


DEPARTMENT OF PUBLIC WORKS 
BUREAU OF SURVEYS 


AUTHORIZATION. 


On July 20, 1907, His Honor, the Mayor of the City of 
Philadelphia, John E. Reyburn, approved an ordinance 
of Councils entitled ‘‘An Ordinance to authorize the De- 
partment of Public Works to make investigations and re- 
port upon a comprehensive plan for the collection, purifi- 
cation and disposal of the sewage of the City, together 
with such alterations and extensions of the existing sewer- 
age systems as may be necessary, and to make an appro- 
priation therefor.’’ The ordinance provides, in part, as 
follows: 


Whereas, By an Act of Assembly of the State of Penn- 
sylvania, entitled ‘‘An Act to preserve the purity of the 
waters of the State for the protection of the public health,’’ 
approved April 22, 1905, it is provided, among other 
things, that ‘‘No person, corporation or municipality 
shall place, or permit to be placed or discharge, or per- 
mit to flow into any of the waters of the State, any sew- 
age, except as hereinafter provided, etc.’’ Also, that 
‘“Whenever it is their unanimous opinion (Governor, At- 
torney General and Commissioner of Health), that the 
general interests of the public health would be subserved 
thereby, the Commissioner of Health may issue a permit 
for the discharge of sewage for any such sewer system into 
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any of the waters of the State, and may stipulate in the 
permit the conditions on which such discharge may be per- 
mitted,’’ revocable at any time; and 


Whereas, The Governor of the State, the Attorney Gen- 
eral and the Commissioner of Health have by various per- 
mits granted the right to the City of Philadelphia to extend 
various sewer systems, and to discharge the sewage into 
the waters of the State subject, among others, to the 
following conditions: ‘‘That the City shall, on or before 
the year one thousand nine hundred and twelve, prepare 
and submit to the State Department of Health, for ap- 
proval, a comprehensive sewerage plan for the collection 
and disposal of the sewage of the various drainage dis- 
tricts of the City,’’ and another condition as follows: 
“Extensions shall be immediately approved, provided 
some progress shall be made each year in the study of a 
comprehensive system of sewerage for the various drainage 
districts, and provided that said sewer extensions shall 
not, as far as practicable, be at cross purposes with said 
comprehensive system ;’’ now, therefore, 


Section 1. The Select and Common Councils of the City 
of Philadelphia do ordain, That the Department of Public 
Works be authorized and directed to make investigations 
and report upon a comprehensive plan for the collection, 
purification and disposal of the sewage of the City, to- 
gether with such alterations and extensions of the exist- 
ing sewerage systems as may be necessary; also to carry 
on experiments and report upon the feasibility of the 
treatment of sewage, together with estimates of the prob- 
able cost of altering the present sewage systems as far 
as may be required, of constructing necessary outfall 
sewers, of constructing disposal works, and the mainten- 
ance of the same. 


Section 2. The Director of the Department of Public 
Works is hereby authorized to employ in consultation such 
engineers and bacteriologists as may be requisite to reach 
a satisfactory solution of the problem; and also to employ 
such engineers and assistants as may be required for 
making surveys, investigations, experiments and recom- 
mendations; all expenses for salaries, inspection, tests, 
transportation, and incidental expenses, not otherwise 
provided for, shall be paid out of the appropriation for 
the work herein authorized. 
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Section 1 of this ordinance provides for investigation 
and report, which may be assumed to be divided into the 
following subjects: 


1 A comprehensive plan for the collection, purifica- 
tion and disposal of the sewage of the City. 


2. Alterations and extensions of the existing sewer 
system. 


3. Experiments and report on the treatment of sewage. 


4. Estimates of the cost of altering the present sewer 
system. 


5. Constructing intercepting sewer systems and disposal 
works. | 


6. Maintenance of disposal works. 


The accompanying report is intended as a progress re- 
port covering Item 3 above. 


Page 85. 


Page 40. 


Page 86. 


Page 42. 


Page 41. 


Page 44. 
Page 170. 


Page 39. 


SUMMARY OF CONCLUSIONS. 
(See Report following.) 


FINE MESH SCREENING. 


The 35 mesh per inch screen removed one-third of the 
suspended matter in the crude sewage as applied; pre- 
vented the formation of scum in subseqeunt sedimentation 
tanks, and prevented the clogging of nozzle orifices on the 
sprinkling filters. 


SEDIMENTATION. 


For the purpose of comparison, the results of sedimenta- 
tion are given in percentage removal, although it is 
recognized that effluents which are produced with equal 
percentage removal are not comparable on the basis of 
solids content. 


Horizontal Flow. 


Three and one-half hours nominal flow through a 
baffled sedimentation tank removed two-thirds of the sus- 
pended solids in the crude sewage; an increased storage 
did not produce a proportionate improvement in the 
efficiency of the tank. Baffling by equalizing velocity 
through the cross section prevented dead spots in the tank 
and restrained sludge and scum at the inlet end. 

Between periods of three and a half to six hours flow 
the influent was not deoxidized nor rendered offensive 
when sprayed upon sprinkling filters. To prevent septic 
action the tanks required sludging and washing out every 
six weeks. 


Vertical Flow. 


The Emscher or Imhoff tank studied illustrated the 
principle involved, inasmuch as the substantial separation 
of the sewage flow from the digesting sludge keeps the Page «9. 
sewage fresh and eliminates offensive odors either in the Page 167. 
effluent, the sludge, or in the gas developed. Page 50. 
The removal of suspended solids from the crude sew- 
age was but little more than one-half due to the shallow- page ar. 
ness of the tank; the efficiency may be increased in tanks 
of working size. 


SLATE CONTACT BEDS. 


The best results were accomplished when this bed was page se. 
filled twice a day, or at a rate of two million gallons per 
acre per day. 

Crude sewage applied, deposited three-fourths of the 
suspended solids; the effluent was slightly nitrified and apie No. s. 
rendered partially stable. 

The deposit on the slates was inodorous, resembling Page 16s. 
earth, and could be removed by flushing in the small size 
bed experimented with. Page 56. 

Where slates are not a waste product the construction of 
the bed would be costly. 


CONTACT SYSTEM. 


The primary and secondary beds treating settled sew-Tabie No. 11. 
age did not mature sufficiently to yield a stable effluent piag'm No. m. 
although it was very low in suspended matter. The highest page ss. 
rate obtained was 1,350,000 gallons per acre per day. 

With sewage containing less trade waste better results 
might have been obtained. 


SPRINKLING FILTERS. 
Distribution. 
Best results were obtained with fixed sprinkler nozzles 
when the film of sewage was made to constantly travel page es. 


Page 6. 


Page 72. 


Diag’m No. 18. 


Diag’m No. 27. 


Dizg’m No. 26. 


Page 71. 


Page 99. 


Page 106. 


Filter No. 20-4. 
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back and forth over the media, without a resting period; 
this caused a uniform rate of flow from the underdrains. 


Rate of Operation. 


A regular uniform rate of operation produced better re- 
sults than the same net rate obtained irregularly. With 
filters exposed to the weather and receiving sewage par- 
tially settled, the maximum rate obtained was two 
and a half million gallons per acre per day, but in the 
Winter the stability of the effluent deteriorated. 

With a filter protected from the weather, having fine 
screened and settled sewage uniformly distributed over its 
surface, and having a ventilating system, the maximum 
rate used was three and one-tenth million gallons per acre 
per day. The effluent was practically always stable. How 
far this would have been affected by exposure to the 
weather was not determined. 


Kind of Media. 


Trap and gravel maintained their initial size. Lime- 
stone and slag disintegrated to a slight extent. 

The smooth surface of the gravel stones was not as 
well adapted to the formation of a bacterial jelly as 
rougher media, and the extreme roughness of slag caused 
it to retain the deposited solids. 

The rough, irregular cinders removed all the suspended 
matter from coarsely screened sewage, so that clogging 
soon ruined the bed. 


Size of Media. 


The completeness of preliminary treatment partially 
controls the size of media in subsequent filtration. 

In filters exposed to the weather and receiving sewage 
partially settled, operating at two and a half million 
gallons per acre per day, best results were obtained from 
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trap media one inch to three inches in size. Under the 

more favorable conditions of fine screened and settled 

sewage as an influent uniformly distributed, at a rate of Filter No. 2. 
three and one-tenth million gallons per acre per day, media 
three-quarters inch to one and a half inch produced an ex- 

cellent effluent. 


Depth of Bed. 


Filters of less depth than six feet were not satisfactory, 
but from filters six feet or more in depth effluents could 
be obtained at rates between two and a half and three 
million gallons per acre per day of satisfactory quality. 
The additional depth over six and one-half feet did not 
seem to be economical. 


Maturing. 
Filters exposed to the weather, receiving sewage par- 

tially settled, and put in operation in March, yielded a 

satisfactory effluent in three weeks and after three months 

the effluent was perfectly stable. Diag’m No. 21. 
A filter protected from the weather, having fine screened 

and settled sewage uniformly distributed over its surface, 

and put in operation in July, yielded a perfectly stable 

effluent after one week of service. 


Unloading. 

In filters operated at rates between two and one-half and Dingrams Nos. 
three million gallons per acre per day, media composed of 
stones approximately uniform in size completely unloaded 
the solids stored up in the interstices, whereas media com- 
posed of stones of great diversity in size became badly Page 97, 
clogged but did not unload. 


Effect of Freezing Temperature. 


No trouble was experienced from the formation of ice 
upon the surface of the filters; biological activity was Page 76. 


Diagrams Nos. 
21 and 22. 


Page 1138. 


Page 118. 
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decreased by the low temperature to such an extent, how- 
ever, that at a rate of two and one-half million gallons per 
acre per day the fine grain and graded mixture beds 
pooled and the effluents of all the exposed filters were of 
lower stability than in summer. 


Elimination of Surface Growth. 


Fungus growths on the surface were completely re- 
moved by an application of calcium hypochlorite dissolved 
in water. 

The continual disinfection with calcium hypochlorite 
of the influent to a filter maintained its surface in perfect 
condition and did not interfere with the biological action 
of the bed. 


Bacterial Efficiency. 


Tavics Nos. 30 The average number of bacteria in the effluent of a 


Table No. 31. 


Table No. 81. 


Table No. 42. 


Page 121, 


Page 124. 


mature sprinkling filter operated at rates between two 
and one-half and three million gallons per acre per day 
was 400,000 per c.c., which represented a removal of 86 
per cent. from the crude sewage. 

Bacterial efficiency within a limited range of small 
size stone was proportional to depth of bed. 


Settlement of the Effluent. 


When the effluent was passed through a settling basin 
in two hours much improvement was obtained by the re- 
moval of the suspended matter. 


HAMBURG AND INTERMITTENT SAND FILTER. 


A filter modeled after the so-called Hamburg type, in 
which distribution is effected by a layer of fine coke; also 
a shallow, coarse size sand filter both operated at too low a 
rate to be economical, for the conditions in Philadelphia. 
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DISINFECTION. 


Fresh sewage from which suspended matter larger than Tabie No. ¢. 
one-twenty-fifth inch had been removed was disinfected to 
& practical degree with calcium hypochlorite; the amount 
of disinfectant required depended upon the amount and Page 1s. 
condition of the organic matter in the sewage. 

Economy of design and operation can be attained by 
short storage and mechanical agitation to insure contact Page 19. 
of the disinfectant and the sewage. 


DILUTION. 


Crude sewage when passed through a fine mesh screen 
or satisfactorily settled to remove the solids larger than 
1-25 inch, and disinfected with calcium hypochlorite to 
yield six parts per million available chlorine; was added Page ise. 
to river water in proportions up to one to ten, and its 
purification accomplished without offense to sight or smell 
nor the depletion of the dissolved oxygen of the river 
water below 50 per cent. saturation. 


SLUDGE. 
Amount. 


Horizontal flow in sedimentation tanks produced sludge Pace 10. 
88 per cent. moisture at an average rate of five cubic 
yards per millicn gallons sewage. 

An Emscher tank with 44 feet vertical flow produced page 1ez. 
sludge 82.6 per cent. moisture at an average rate of nine- 
tenths cubic yards per million gallons sewage. 


Condition. 


Cleaning plain sedimentation tanks caused considerable page 147. 
offense, but the sludge withdrawn from the Emscher tank 
had a tarry odor and was not offensive. 

Scum formed on sedimentation tanks except when the prges 108 and 
influent was screened. ee 


Page 175. 


Page 179. 


Table No. 66, 


Page 1&7. 


Page 190. 


Page 197. 


10 
Digestion. 


The placing of sludge from a sedimentation tank in a 
water-tight, uncovered tank for digestion did not prove 
successful. 


Lagooning. 

Wet sludge from plain sedimentation tanks placed in 
earth lagoons to a depth of twelve inches in moderate 
weather, dried to a consistency fit to remove within the 
six weeks elapsing between cleaning tanks, and its volume 


was four-tenths of that applied. 


Sludge Bed. 


Fine sand or sawdust over a coarse stone drainage floor 
was more efficient for reducing moisture in sludge 
than a plain earth lagoon. 

Wet sludge from a sedimentation tank, applied six 
inches deep in winter weather, under cover, dried to a 
consistency fit to remove in six days and under the same 
conditions but not under cover, in twelve days. | 

Based upon small size tests in winter weather, Emscher 
sludge 12 inches deep upon a sand bed, dried to a con- 
sistency fit to remove in 12 days during freezing weather. 
In Germany the time is given as from 4 to 5 days, but 
sludge is not withdrawn in freezing weather which ac- 
counts for the difference. 

When equal weights of rice coal and wet sludge were 
mixed and placed on sludge beds, the mixture was fit to 
remove in one day, and was successfully burnt. 
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SPRING GARDEN TESTING STATION. 


PRELIMINARY INVESTIGATION. 


Following the authorization in February, 1908, the Di- 
rector of the Department of Public Works, Mr. George 
R. Stearns, and the Chief Enginecr of the Bureau of Sur- 
veys, Mr. George S. Webster, in order to secure at first 
hand valuable information concerning the recent advances 
made in Sanitary Science, and to observe for themselves 
the effect of treatment in existing plants, visited some 
of the principal cities of Europe within the countries of 
England, Belgium, Holland, Germany and France, which 
had constructed works for the purification and disposal 
of sewage, a report of which investigation was made to 
His Honor, the Mayor, under date of February 29, 1908, 
(for an abstract of which see Proceedings of The En- 
gineers’ Club of Philadelphia for January, 1909). 

Prior and subsequently these officers, accompanied by 
assistants directly interested in tke design and operation 
of sanitary works, visited various types in this country, 
comprising Boston, Lawrence, Worcester and South 
Framingham, Mass.; Columbus, Marion and Mansfield, 
Ohio; Baltimore, Md.; Reading and Washington, Pa., and 
other places of minor interest were visited by the assist- 
ants, including, Danville, Pa.; Providence, R. I.; Water- 
bury, Conn.; Brockton, Mass.; Mt. Vernon, N. Y., and 
Boonton, N. J. 
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to advise in connection with the studies for the Com- 
prehensive Plan of Sewerage, and also in connection with 
the experiments at the testing station and in the prepara- 
tion of this report. 
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Due acknowledgment is made to Mr. F. C. Dunlap, 
Chief, Bureau of Water, for his hearty co-operation, in- 
terest and aid in furnishing both men and materials to 
further the work. And also through his courtesy to Dr. 
George E. Thomas, chemist in charge of Belmont Labor- 
atory, for the valuable aid in organizing the bacteriological 
work and for advice during the operation of the plant. 

In the interim between his engagement at Gloversville, 
New York, and Chicago, Mr. Harry B. Hommon was 
employed, covering a period from August 17 to September 
5, 1909, to furnish expert advice as a chemist and to 
systematize the work in the chemical laboratory. 


ORGANIZATION AND ROSTER OF EMPLOYEES. 


As a further step in this work there was organized a 
division of the Bureau of Surveys, known as the Sewage 
Disposal Division, under the supervision of the Principal 
Assistant Engineer, Mr. George E. Datesman. 

Pursuant to the inspections and profiting by the mass of 
information and data collected, studies comprising many 
plans and tentative projects were prepared for the col- 
lection, purification and disposal of the sewage for the 
entire City. 

The work of this division will comprise the investiga- 
tion and report upon all the items authorized by the Or- 
dinance above quoted. 

In conjunction with the preparation of studies and the 
collection of data for the comprehensive plan which is to 
form the basis of the future sanitary development of the 
City, it was found essential to conduct an exhaustive series 
of experiments upon sewage treatment. 

The roster, together with the dates of appointments 
of employees engaged in this division, principally in the 
experimental work at the sewage experiment station, 
which work forms the subject matter of this report, is as 
follows: 
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Assistant Engineer in charge, W. L. Stevenson, Sep- 
tember 21, 1908. 


Draughtsman, Lynn E. Perry, August 22, 1907. 


Chemist, Geo. G. Eysenbach, July 1, 1909, to June 1, 
1910. 


Assistant Chemist, Lyle L. Jenne, September 20, 1909 to 
May 31, 1910. 


Assistant Bacteriologist, Leroy A. Wilkes, June 11, 1909, 
to September 15, 1909. 


Assistant Bacteriologist, Percy E. Mebus, October 1, 
1909, to June 14, 1910. 


Apprentice, Walter Young, October 18, 1909, to May 31, 
1910. 


SELECTION OF SITE. 


There had been built in 1900 by the Bureau of Surveys, 
a testing station wherein experiments on water purifica- 
tion were conducted prior to the design and construction 
of the present improved water supply of the City. This 
station is situated in Fairmount Park adjacent to the 
Spring Garden Pumping Station of the Bureau of Water, 
where power for pumping sewage, steam and electricity 
were available. Under the Park drive at the pumping 
station there is an intercepting sewer collecting all the sew- 
age from the drainage area bounded by the East bank of 
the Schuylkill river above Fairmount Dam and its tribu- 
tary areas. 

This area is sewered on the separate system which con- 
sists essentially of carrying louse sewage and storm water 
in separate conduits. It comprises an area of more than 
4,500 acres of which there is at lvast 1,500 acres built up 
and contributing drainage which is of very diverse charac- 
teristics. Along the canal and river are located many 
mills and industrial plants, as shown in table No.1. Mana- 
yunk comprises the flat land adjacent to the river and 
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the steep slopes back to the high ridge separating the 
Valley of the Wissahickon from the Schuylkill. The 
settlements along this ridge are called Wissahickon and 
Roxborough, and the territory is almost entirely resi- 
dential. The Wissahickon Creek Valley is largely Fair- 
mount Park property but receives the drainage from the 
westerly side of Germantown, Chestnut Hill and part of 
Mt. Airy, the territory being entirely residential. 

The existing testing station, its proximity to the inter- 
cepting sewer, the concentrated sewage and large amount 
of trade waste present, made it a desirable location to 
conduct the tests, as mechanical or biological processes 
found successful with the sewage available should be 
satisfactory for any portion of the City. 

An eight inch vitrified pipe connection was made 
at right angles to the intercepting sewer and fifteen inches 
above the invert. The sewer is four feet seven inches in 
diameter and usually flows 32 inches deep. This pipe was 
therefore completely submerged. It emptied into a pump 
well three feet six inches in diameter and thirteen feet 
deep. The six-inch suction of a 12” x 8” x 12” Barr pump 
ended one foot above the bottom of the well and so allowed 
very little sediment to accumulate therein. 

The sewage was pumped through a 4-inch cast-iron force 
main about four hundred and thirteen feet long, and 
elevated about ninety feet to the testing station, where 
@ connection wzs made to the 6-inch cast-iron main, which 
connected with the various tanks and fixtures of the testing 
station, used in the water experiments. 

The experimental work was begun on March 23, 1909, 
and discontinued May 15, 1910. 


PROCESSES INVESTIGATED. 


The processes of sewage disposal studied at the testing 
station may be divided into groups as shown below. The 
sampling stations were numbered in accordance with this 
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scheme. Those joints at which crude sewage was collected 
being numbered between 1 and 9, others as follows: 


Sampling 

Process. Purpose. Station 

Numbers 

Preparatory.—.._... | Primary removal of suspended solids_.........._- 10 to 19 

Oxidizing.........___. Removal of putrescibility....-.. 2... 20 to 29 

Finishing............. Secondary removal of suspended solids.— ..___.- 30 to 89 

Disinfection —....... Removal of pathogenic organisms...-.........—- 40 to 49 
Dilution.............. |Utilization of the natural purifying powers of 

bodies of water._.........-.-..._-_--._.-......._| 50 to 69 


Sludge studies... _.._. Handling and disposal___-..-.-__.-...-._.--...-- AtoZ . 


The relation and connections between these processes 
as studied in the station is shown in diagram No. 1. 


DESCRIPTION OF THE TESTING STATION 


The testing station having been designed for water. ex- 
periments, it was equipped with concrete and wooden 
tanks, elaborately piped together, orifice boxes and meters 
for measuring flow, ete. 

To adapt the existing conditions to the requirements 
of sewage work required extensive changes in the piping 
and measuring devices. 

The former laboratories and office had been destroyed 
by fire and were rebuilt and furnished with apparatus. 

On plan No. 2 is shown tke arrangement of the tanks 
and filters. 


Fine Mesh Screen. 


Crude sewage was played through twenty-four }-inch 
nozzles set to discharge at right angles to the conical sur- 
face of a fine mesh screen, station No. 11, composed of red 
metal cloth having thirty-two meshes per inch, leaving 
clear openings of five-tenths millimeter by five-tenths mil- 
limeter. That portion of the applied sewage which did 
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not pass through the screen, splashed over the surface, 
washing the screenings down into a gutter and thence 
to the drain. The screened sewage was conveyed to sedi- 
mentation basin No. 12 and to disinfection tank No. 41. 


Horizontal Flow Sedimentation. 


Sedimentation by horizontal flow was studied in three 
tanks, Nos. 12, 138 and 17. Tanks No. 12 and 13 were 
formed by building concrete walls across a large tank 
dividing it into three portions. At first they had level 
bottoms, no baffles or scum boards and crudely con- 
structed effluent collectors. The ratio of depth to length 
was one to one and one-half in tank No. 12, and one to two 
and one half in tank No. 13. The capacity of tank No. 12 
was 9,943 gallons and of tank No. 13, 7,767 gallons. In 
August, 1909, a steeply sloping bottom (16° to the hor- 
izontal) toward the inlet end was built in tank No. 12 and 
in October, 1909, a transverse brick baffle and scum board 
at midlength and inclined scum boards placed about the 
effluent collecting pipe. Also in October, 1909, a similar 
sloping bottom, sludge baffle and scum board were placed 
in tank No. 13. The collection of the effluent was im- 
proved by adding a weir the entire width of the tank, pro- 
tected by an inclined scum board. These changes reduced 
the capacity of the tanks to 8,738 gallons for No. 12 and 
5,475 gallons for No. 13. (See diagram No. 7.) 

Sedimentation tank No. 17 was of better proportion, 
the ratio of depth to length being one to four. It had an 
almost level bottom and up to the latter part of Sep- 
tember was unbaffled. At that time two transverse baffle 
walls with scum boards were built and a collecting weir 
protected by an inclined scum board. (See diagram No. 
34.) 


Vertical Flow Sedimentation. 
Sedimentation during vertical flow was studied in an 
Emscher tank originally five feet in diameter and six feet 
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deep, and after January, 1910, five feet diameter and ten 
feet deep. A concrete bottom forming an inverted cone, 
whose sides made 30° to the horizontal, was placed in the 
wooden tank; at four feet above the bottom a galvanized 
iron baffle was fastened to the sides and upon this rested 
the inverted funnel with its ventilating stem, concentric 
with which was a circular baffle extending above the sur- 
face of the water, as shown in diagram No. 9 and the 
photograph. 

Crude sewage was added from a circular weir concentric 
with the funnel, passed down between the ventilating stem 
and the baffle, turned under it and flowed upward to the 
collecting weir around the sides of the tank. Scum boards 
protected this weir. 


Slate Contact Bed. 


Between sedimentation and contact processes may be 
classed the Dibdin slate bed No. 16. This was built in 
a portion of a tank in the annex, it was .0021 acre and five 
feet deep. Nineteen horizontal layers of 12” x 24” slates 
were separated by brickbats, leaving a clear space of 
about three inckes between them. 


Contact System. 


The contact system consisted of a rectangular, wooden, 
unbaffled sedimentation tank of 2,060 gallons capacity. 

The effluent end of this tank was connected by a 3-inch 
pipe to a dosing tank of similar capacity and shape. On 
this pipe was a lever valve the handle of which was ex- 
tended so as to act as an indicator upon a graduated 
sector. In this way the valve could be set so as to fill 
the dosing tank during the time the primary contact bed 
stood full, was drained and aerated. 

The primary contact bed was .0066 acre three feet deep, 
having brick underdrains and one-half inch to two inch 
slag media. Its effluent was discharged upon a secondary 
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contact bed .09585 acre three feet deep, having brick 
underdrains and filled with hard furnace clinker re- 


jected by a half inch screen to remove the dust and fine 
pieces. 


Sprinkling or Percolating Filters. 


Fourteen sprinkling filters were operated, a battery of 
six being outside the building, two large ones, a battery 
of five small ones and a Hamburg filter inside the build- 
ing. 

Outside Filters. 

The influent to the outside sprinkling filter was sewage 
which had been roughly settled in a wooden tank ten feet 
in diameter and nine feet three inches deep, containing 
5,600 gallons. 

The force main discharged into this tank near the bot- 
tom, but the sewage had to flow up through a tight wooden 
box discharging vertically near the surface. Adjacent to 
the inlet was an overflow weir connected to the drain and 
constant head was maintained by varying the speed of the 
pump to meet the requirements of the station. The head 
on the overflow weir was not allowed to vary more than 
a half inch by means of a float and an electric alarm com- 
municating with the pump. 

From the inlct box a 3-inch pipe supplied sewage under 
constant head to those orifice boxes requiring it in a crude 
state. 

Beyond two galvanized iron baites in the receiving tank 
was the baffled connection to a dosing tank for the outside 
sprinkling filter3. This consisted of a cylindrical wooden 
tank the inlet of which was controlled by a float valve 
and the outlet by a shear valve, both of which were oper- 
ated by a float and weighted lever in such a way that 
the tank was alternately filled and automatically emptied. 
To improve the distribution upon the beds, bricks were 
placed in the bottom of the tank so as to make it 
approximately a frustrum of an inverted cone. 
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OUTSIDE SPRINKLING FILTERS. 


19 


The filters were built on a concrete foundation, the floor 
of each sloping so as to concentrate the effluent at an open- 
ing in front of each unit. 

Underdrains were built of bricks covered by cobble 
stones to prevent the media from falling into them. 
Wooden posts and planking formed the sides and separ- 
ated the units. 

The battery of filters called No. 20 consisted of six beds, 
Nos. 20-1, 20-2, 20-8, 20-4, 20-5, and 20-6, each .002 acre, 
so arranged as to form three squares, in the center of 
which a Columbus nozzle, under falling head from the 
dosing tank, distributed the sewage. 

The media may be described as follows: 


Media. 
Station Number. |—— ————<OXWY””~)TCOt;~CS;tCYtStSt”tStSTTTT Baten 
Kind Size. Depth. 

p) co) eae ae eet Limestore...| %” to” 7’ 1 
20-2. _...--------...| Limestone.__| 24” to 4” 8’ V 
20-8 sae coseesne sce) BBG = s5 ” tos” 6’ 1’ 
Wb sets ccccesscc) Trap snc oc 1” tos” 6’ 1’ 
20-6 fais Sse eck Gravel.......| %” to 2%” 3’3” ” 
pt oe) ene ee ane eae Trap ..--... y” to ” 83” ” 
+e eae ene eee Trap ...-«-.. %” to 2%” 4/3” ” 

tPrior to August 22, 1909. tSubsequent to August 22, 1909. 


The effluent from each bed having reached the inlet 
grating sunk in the collecting gutter in front of each unit, 
flowed underground through a terra cotta pipe to the 
sampling house, where all six effluents mingled and were 
conducted to a basin inside the building for settlement. 


Upper Filter. 

The upper sprinkling filter, No. 21, was constructed in 
one of the old concrete water sedimentation basins, upon 
the floor of which underdrains were formed of slabs of 
old concrete pavement. Hard clinker rejected by a 4-inch 
screen to remove dust and fine pieces was filled in, so 
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that the large pieces rolled down the slopes and roughly 
graded the media. 

Its depth above the underdrains was six feet and area 
01175 acre. Prior to August, 1909, sewage was distributed 
through Taylor square nozzles, subsequently through 
Reading nozzles. 

The influent to this bed was sewage which had been 
screened through 34-inch and }-inch screens to remove 
only those particles liable to clog nozzles. Constant head 
was maintained in the dosing tank by means of a float 
valve. In order to produce an undulating head upon the 
nozzles, for good distribution, a butterfly valve was placed 
in the pipe line, the lever of which was controlled by a 
cam connected to an overshot water wheel by link belting 
to reduce its speed. 

The effluent was piped to a settling basin. 


Lower Filter. 

The lower sprinkling filter was constructed in a similar 
tank to the upper sprinkling filter. Upon its level bottom 
a concrete floor, having slope of one in sixty, was laid 
with a 6-inch semicircular main drain along the center 
line of the length of the tapk. Before the concrete had 
set, the underdrains were laid consisting of 6-inch 
split vitrified pipe with lugs on the edges. Over the main 
drain 12” x 24” slates were laid longitudinally and on 
them three 4-inch vitrified pipes perforated by quarter 
inch holes were placed vertically, and up the sides and 
corners ventilators of the same type as underdrain tile 
were stood. 

At three feet depth these were connected by horizontal 
3-inch perforated pipes (the upper holes being plugged 
to prevent water entering) to the vertical pipes over the 
main drain. The vertical ventilators extended to the 
surface of the media, where circular terra cotta caps 
were cemented on, giving a complete internal ventilating 
system. 

This ventilating system connected at one corner to & 


OUTSIDE SPRINKLING FILTERS DURING CONSTRUCTION. 
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6-inch galvanized iron chimney upon whose top was a 
cowl, so arranged as to always produce an upward draft, 
thereby drawing air from above the surface of the media 
through the ventilating system. To prevent air entering 
the main drain the effluent pipe was trapped. | 

The media in this bed was six feet six inches deep, of 
a hard stone from the quarry of the House of Correction 
broken by hand and screened at the testing station so 
that as placed in the bed it ranged in size from three- 
quarter inch to one and one-half inch. 

The influent to this bed was the effluent of tank No. 12, 
or screened and settled sewage. The sedimentation tank 
itself served as a constant level tank and the undulating 
head upon the two Taylor nozzles (square spray) was 
obtained by a similar device to that used in the upper 
sprinkling filter, except that the water wheel was geared 
down by means of a worm instead of a link belt and 
pinion. 

The cam was so designed that the nozzle was playing al- 
most the entire time, rendering the distribution nearly 
perfect. 

The effluent was measured by a hook gauge and ‘‘V’’ 
notch weir and then passed to the drain. 


Bacterial Surface Filter. 


To study the effect of bacterial surface a battery of 
small filters called No. 27 was made in an existing wooden 
tank having five compartments. 

A false floor was made of }-inch mesh wire upon which 
was placed eighteen inches of different kinds of media, 
all of which had passed through « §-inch screen and been 
rejected by a 43-inch mesh. 


Station No. Media. Shape. 
+f (cap (ee ra SRN SOA ESO Common marbies ......| Spheres. 
| 4 ES Sa al eee Re ae Grave] ......-......-.... Spheroilds. 
b - )- Sa RSE ee Pe eS Broken trap .-........... Irregular. 
M7-4_. 2-2-2, Broken slag ......-..--.- Irregular. 


bf  - EeROe eA nN Broken coke .........-.-. Irregular. 
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Over the top of the compartments was placed a Stod- 
dart tray of gulvanized iron, each compartment being 
flushed from a tipping tray. 

Sereened and settled sewage from tank No. 12 was 
maintained at a constant head in a barrel by a float valve 
and rubber tubes conducted the water therefrom to glass 
orifices clamped to a vertical iron rod so that any desired 
rate could be mzintained on the tipping tray. 


Hamburg Filter. 


A Hamburg filter, after Dr. Dunbar, was built in a 
wooden tank of cight square feet area. 

First, a sloping concrete bottom was laid, upon this 
two feet four inches of clinkers, ranging in size from 
‘‘fist to child’s head;’’ the spaces between the top layer 
were filled in with 14-inch (30mm.) clinker. The dis- 
tributing media was now placed. first a four inch layer of 
# to 14 inch (10 to 30 mm.) clinker, then four inches of 
4 to # inch (3 to 10 mm.) coke and fourteen inches of 
one-twenty-fifth to 3-inch (1 to 3 mm.) coke. 

These distributing layers were banked up against the 
sides so that the upper surface formed a basin. Ventila- 
tion of the media was obtained by boring one inch holes 
around the tank below the distributing layers and by the 
opening for the effluent. 

The dose was applied by hand from a cylindrical reser- 
voir which could be filled with the effluent of settling tank 
No. 17 by opening a valve. 


Intermittent Sand Filter. 


The intermittent sand filter, No. 25, was .002 acre and 
contained eighteen inches of round-grained sand of ef- 
fective size, 0.6 mm. and uniformity coefficient of 1.45. 
The underdrain was of 6-inch split tiles, similar to those 
used in the lower sprinkling filter, surrounded by broken 
atone and gravel to prevent the sand reaching the drain. 
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OUTSIDE SPRINKLING FILTER.—Station No. 20-1. 
34-inch to 3-inch limestone media. 
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The effluent of the slate bed was applied to this bed by 
means of a baffled wooden trough distributor. 


Settlement of Sprinkling Filter Effuents. 


The settling of sprinkling filter effluents was ac- 
complished in a rectanglar concrete tank called No. 31 
when used for the outside filters, and No. 30 when used 
for the upper sprinkling filter. 

This tank was unbaffled until January 12, 1910, on which 
date a wooden transverse baffle at mid length was built 
to within six inches of the surface of the water. 


Disinfection. 


The disinfection of sprinkling filter effluents has been 
studied elsewhere, and so it was deemed advisable to 
determine the practicability of disinfecting sewage from 
which the large suspended solids had been removed. 

For this purpose three circular wooden tanks five feet 
in diameter were used, the overfiow set to give a depth 
of four feet and baffled to produce comparatively high 
velocity. The influent was measured by a ‘‘V’’ notch 
weir and hook gauge. 

Bleaching powder or calcium hypochlorite was mixed 
in a barrel, allowed to settle and the clear liquor drawn 
down into another barrel from which it flowed to three 
small constant head reservoirs. These supplied a glass 
orifice capable of being raised or lowered to discharge any 
required amount of bleach to the sewage entering the 
tank. 

Studies were made upon screened sewage from No. 
11, sereened and settled from No. 12 and settled sewage 
from tank No. 13. 


Dilution. 


To determine the oxidizing power of river water a tank 
containing 35,600 gallons called No. 50 was operated. 


24 


A Worthington pump was set up at the adjacent water 
pumping station whose suction connected with the intake 
pipes laid in the Schuylkill river, and through a 33 inch 
force main delivered to a tank on the roof of the testing 
station raw river water. This tank supplied an orifice 
box at the inlet end of the dilution tank beside which 
another orifice box added a measured quantity of dis- 
infected sewage so that the proportion of sewage to river 
water could be regulated. 

In the concrete tank were hung six galvanized iron 
baffles to effect a thorough mixture of the influent and 
increase the velocity to nearly that of a normal river 


. OUTSIDE SPRINKLING FILTER.—Station No. 20-2. 
24-inch to 4-inch limestone media. 


METHODS OF OPERATION. 


Collection of Samples. 


Chemical. 


For the chemical laboratory composite samples were col- 
lected over weekly periods. From the force main 75 ce. 


were taken every half hour and added to a four-liter bottle 
containing 20 cc. of chloroform. This was examined 
daily for suspended solids and a quantity proportional 
to the number of hours the pump ran taken to form the 
weekly composite sample. Thus, assuming that the pump 
ran 24 hours each day, the weekly composite sample con- 
sisted of 336 separate collections. 

From those processes, whose flow was constant, such 
as sedimentation and filters, the samples were cullected 
in 75 ce. portions every three hours to form weekly chloro- 
formed samples. 

From intermittent processes, such as the slate bed, con- 
tact beds, sand filter, etc., four samples of the influent 
were evenly spaced and four of the effluent each time the 
bed was filled or drained to form the weekly composite 
sample. 

In order to study carefully the Emscher tank, tufent 
and effluent were sampled every half hour, similarly to 
the method of collecting crude sewage. 

The influent and effluent of the dilution tank were col- 
lected, generally twice a week, in 500 ee. portions at three 
hour intervals to form a daily composite sample. The 
collection ended at 8 A. M. and analysis was begun at 
once on the iced samples. Two liters of the composite 
effluent sample were placed in a wide-mouth glass bottle, 
unstoppered, and hung in the dilution tank for two 
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weeks in order to determine its condition after that 
length of time. 

For these collections and the mechanical operation of 
the station an operator and three samplers were regularly 
employed, additional labor being obtained from time to 
time on construction and sludging out tanks, ete. This 
allowed the station to be run continuously, not omitting 
any day. 


Bacteriological. 


Bacteriological samples were collected by the Bac- 
teriologist or his assistant in sterilized bottles, and plated 
at once, every sixth day being omitted, except on the 
crude sewage, which was plated every day. 


Sludge. 


In ending a run on a sedimentation tank the liquor was 
withdrawn by a loose-jointed overflow, so that all of the 
supernatant water could be removed from the sludge. 
If the sludge was not used but run to the drain a com- 
posite sample was made by lowering a bucket to the bot- 
tom in several places and taking a portion of the contents 
of each bucket. 

But when lagooned a diaphragm pump was used to re- 
move the sludge and a small portion taken every five 
minutes during pumping to form a large composite sample. 
From the Emscher tank, sludge was withdrawn into a 
large can and weighed. The contents were thoroughly 
mixed by stirring and sample taken for analysis. 


Temperature Observations. 


Air temperature was read at the outside sprinkling 
filters, and at four places inside the building every three 
hours, so as to observe the hourly variation and obtain 
daily and weekly averages. 

During cold weather the temperature of the applied wa- 


OUTSIDE SPRINKLING FILTER.—Station No. 20-3. 
1-inch to 3-inch slag media. 
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ter and combined effluent of the outside filters was sim- 
ilarly taken to find loss of temperature in passage through 
the filters exposed to the weather. 

During the studies at the testing station desirable cli- 
matic changes were experienced. The average tempera- 
ture during the summer of 1909 was moderate, but this 
was caused by hot days and cool nights, so that the filters 
were well stimulated. Early in December freezing 
weather set in and the average weekly temperature re- 
mained below freezing until the middle of January (on 
two occasions reaching very low temperature—14° C.) ; 
during the latter part of January the temperature mod- 
erated and then fell back to freezing during all of Feb- 
ruary. On February 7, 1910, the thermometer reached its 
lowest—16° C. (+4° F.). Beginning about March the 
temperature gradually rose to the end of the tests. 


Methods of Analysis. 


Chemical. 


The general methods of analysis are given to render the 
tables and diagrams more comprehensive. 

Suspended solids were determined by filtration of the 
sample through an asbestos mat in the Gooch crucible, the 
volatile portion being driven off by ignition in » nickel 
crucible over a blast lamp. 

Nitrogen was determined as organic by the Kjeldahl 
method, free ammonia by direct nesslerization, nitrites by 
the Griess method; nitrates at first were determined by 
the reduction method and after the publication of McRae’s 
narcotine test, by that method. 

For oxygen consumed the potassium permanganate was 
added to the acidified sample at room temperature and 
placed in a water bath at 100° C. for 30 minutes. At first 
the total was separated by filtration through paper into 
‘‘suspended’’ and ‘‘dissolved,’’ but after July the total 
value was divided into oxygen consumed by the ‘‘settling 
solids,’’ by ‘‘colloids,’’ and by ‘‘true solution.”’ 
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This was accomplished by the analysis of three sam- 
ples. ) 

First, the sample bottles were shaken and a portion tak- 
en for ‘‘total.’’ The bottles now stood for two hours, 
during which time the solids capable of sedimentation in a 
quiescent state during that time had gone to the bottom, 
and a portion of the supernatant liquor was pipetted out 
for the test; this sample contained those oxidizable mat- 
ters both in a colloidal state and in true solution. Next 
a similar sample was freed of the colloidal matter by 
Fowler’s clarification test, and upon the filtrate contain- 
_ ing only matters in true solution the third test was made: 

‘‘Total’’ was determined direct, 

‘*Settling’’ by difference of first and second, 
‘*Colloidal’’ by difference of second and third, and 
‘*Dissolved’’ by the third determination. 

Chlorine was determined by titration with silver ni- 
trate. Lacmoid was used as the indicator in alkalinity. 
Fats were extracted by ether from an acidified sample. 

For dissolved oxygen the Winkler method was used. 

The stability of oxydized effluents was examined by the 
incubation at 20° C. of 150 ee. of the water with 1 ce. of a 
0.1 per cent. aqueous solution of methylene blue. They 
were examined by the samplers every three hours and 
removed when decolorized; the ‘‘reducing time’’ was con- 
verted into ‘‘relative stability’’ by the use of diagram 
No. 3. 

Bacteriological. 

Total number of bacteria were determined as_ thos 
growing on gelatine after incubation at 20° C. for two 
days. 

The presence of B. Coli. was determined by the fer- 
mentation of lactose in a bile media (Jackson’s pre- 
sumptive test) and numbers of B. Coli. per cc. reported 
as the reciprocal of the highest dilution giving a positive 
reaction. This method was proposed by Professor Earl 
B. Phelps in the American Journal of Public Hygiene, 
May, 1908. 
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1-inch to 3-inch trap media. 
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Sludge. 


The determination of specific gravity of wet sludge was 
accomplished by weighing a known volume of the sludge 
contained in an Erlenmeyer flask having its narrow neck 
cut off straight. 

The percentage moisture was found by evaporating on 
a steam bath a weighed quantity of the wet mass. A 
portion of the dry residue was ignited over a blast lamp 
for ‘‘volatile’’ and upon other portions, nitrogen was 
determined by the Kjeldahl method, and fats by extrac- 
tion with ether. 


CHARACTERISTICS OF SEWAGE USED IN EXPERI. 
MENTS. 


The crude sewage used at the testing station was ex- 
pected to be as strong as any in the City, and due to the 
known presence of trade wastes, as difficult of mechanical 
or biological treatment as would be delivered to any plant 
built by the City of Philadelphia. 


Trade Wastes. 


Based upon the difference in flow of the intercepting 
sewer on holidays and workdays during the drought of 
the Summer of 1909, it would appear that the sewage is 
not morc than 40 per cent. domestic in origin, and also 
that there is a considerable quantity of ground water 
present. In describing the area drained by this sewer 
an idea has been given of the industries contributing 
trade wastes to the sewage, and their presence could be 
physically noted in the case of dyes by the coloration of 
the sewage. Hops and a carbon-dioxide froth indicated 
the breweries, and the almost constant presence on work- 
days of wool fibres showed the principal industry of Mana- 
yunk. Due to the long journey in the sewer and passing 
through the valves of the pumps, faecal matter was rarely 
visible at all, and when so in very finely divided particles. 
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Tasre No. 1. 


Showing Number of Industrial Plants Tributary to the 
Intercepting Sewer. 


In 2 of which scouring is done. 


In 8 of which dyeing is done. 
Spinning or weaving-......-..... 27 


In 2 of which extracting shoddy is done. 


Dyeing and bleaching........_.... 1 or a total of 9 | Paper __..._..........__ b 
Extracting shoddy ......__..... 1 or a total of 8 | Brewery _............_.. 2 
Gas works --............ 1{ Machine shop -..—.___... 1} Laundry -........-.-.. 2 

Gisesce pie ate 1| Chemical works -....... 1 


Number of Industries Contributing Certain Wastes to the 
Intercepting Sewer. 


D068 -o.2 i 8| Alkali ._....._.......__.. 8] Wool washing water... 9 
Strong acids _..........11| Weak acids ._....____._ 6; Yeast and hops-_.._..... 3 
BOap: <scccccn2 2 


Suspended Solids. 


The suspended solids as determined in a laboratory, of 
course, include only those pieces of floating solids of very 
moderate size and do not represent the entire amount of 
floating matter to be handled at a works. But those sol- 
ids not included are usually removed by the coarse screens 
and are not a very important part of the operation of 
works. 

There was a very marked variation in the amount of 
suspended solids in the holiday and workday sewage, the 
average ratio being about 1 to 2. Additional evidence of 
the preponderance of trade wastes on workdays is shown 
by the fact that the percentage of total suspended solids 
which are fixed or inorganic is 35 per cent. higher on 
workdays than on holidays. 

The average daily amount of suspended solids in crude 
sewage is given in table No. 2. 


A ie 
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%-inch to 24-inch gravel media. 


Taste No. 2. 
Daily Average Suspended Solids in Crude Sewage. 


1909. : 1910. 

Average. 

September. | October. | November. | December. | January. | February. March. April. 
Day of the Week. é ¢ - e . FS é é “ s 
a) 2) 2) 3) 8] 2) 3/8) 3) 2/2/2/2/2/2 210/212, 8 3) 2 AZZ IH: 
a Rl Ma Acdece cd Wicd ad ad cl Pecan cl Rel endl cl cdl Rcd al adic dln ad 
Sunday --....-----.--- 92| 8 84 98) 14) 70] 112) 21 ie 101; 21; 80) 75 12 63 182 16 16 109! 84! 75; *172| 84 88] 111} 26) 85 
Monday .---.---..--...| 234) 75! aa 281; 64) 177| 242! 64: 178) 251; 108} 148) 198, 50: 143 =| al 26 a 68; 154 a 92| 182] 244) 75, 169 
Tuesday --.....-..-.--..- 266; 96 7 269; 86; 184) 258, 61 aa 212} 88} 124) 194 | 126 =r 51 a 205; 75] 180 a 89} 134] 237; 77| 100 
Wednesday -......---.- 258, 94! 164 267; 71] 196 248, 65! 178' 220) 91; 129, 176) 31, 145, 311 o4| 217' 233: +68] 165, 190’ 56] 124; 286, 71; 166 
Thursday -......-..-_.. 222; 82 ‘as 195| 68) 127) 186) 56 io 190} 66] 124) 222; 49: 178) 278 97 i 206; 67) 138 a 63} 101) 208; 68, 140 
Friday .........-..... 2271; 70! i 288, 61) 177) 208 ssl 152; 174| 64] 110] 226: 74) 152) 262) 74 ai 193, 59} 184 _ 66} 111) 218 J 147 
Saturday -.-....--..--.. 156 2 1 237| 68) 174) 162) 85! 127; 188) 74] 109, 155) 42) 118 as 78 eal 168; 66) 112 10 80) 106; 177; 61) 126 
Average. .......-.- 207| 65 2 219' 60) 159) 202! 651 ao 73} 117 174) 46 i 200) 7 ad 101 61; 130, 189 74) 115 204 62; 142 


*Average of three Sundays, of which April 24 was 272. 
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TasiE No. 3. 
Daily Average Number of Bacteria in Crude Sewage. 


Bacteria per CO. on Gelatine at 20 Degrees Cent. 
Day of the Week. ! 


January. | February. March. Average. 


eT | eee reais | AP Tt | Sncbeser ea ee LTD 


BOnCaYy  oecee se owe e 1,800,000 1,900,000 1,500,000 1,600,000 
Monday ..-........----.-----...- 1,600,000 2,200,000 2,500,000 2,100,000 
Tuesday ...........-..--...-.-.-| 1,500,000f | 1,400,000 2,800,000 1,700,000 
Wednesday ..-..-...-.-.-.... ..- 1,600,000 1,900,000 2,000,000 1,800,000 
Thursd@y «<6 2655525222 cn45cce5e 620,000 1,400,000 1,800,000 1,800,000 
Wrid@® See eh es 960,000 1,200,000 2,000,000 1,400,000 
Saturday 2 ee oe we oe Oe we 2 cw ee woe 880,000 1,600,000 1,600,000 1,400,000 

Average. ...............--..} 1,200,000 1,700,000 2,000, 000 1,600,000 

tOne sample. 


There does not appear to be any seasonal variation in 
suspended solids except that the three summer months 
have lower averages than any other time, and there is 
little monthly variation from the general average, that is, 
one-third of the suspended solids are fixed and two-thirds 
volatile. 


Nitrogen. 

Nitrogen as organic and as free ammonia were both 
much lower than ordinary sewage, the weekly variation 
being considerable, but the monthly averages show much 
less variation from the general average. 

The low nitrogen content can be attributed to the dilu- 
tion of the true domestic sewage by the trade wastes and 
ground water. 

During the winter the crude sewage contained consid- 
erable amounts of oxidized nitrogen. 


Oxygen Consumed. 


The oxygen consumed value of the crude sewage is 
probably higher than would be expected from the low 
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ABLE No. 4. 


Analysis of Crude Force Main Sewage, 


PARTS PER MILLION. 


Suspended Solids. Nitrogen as— | Oxygen Consumed. 
| | | — 
sg 3 Fh bo = 5 g a | * 
= a = a 2); 2 | =) we & | 6 | & a | g F. 
$ 2 S be 2 = » | § | 8 a | 8 | & Ss | & = 
° kas S hf = | 2g = | @ 3 ° = a i\gié = 
Bi Es > S) & | & ZA. & RD dD | & So; + | a | & 
| | | { 
‘eee au = caaneniame saeeceanad raieeaaiatis | 
Maret 296:t0 April 2...) 286. |eesscecloccneenclinn Ser eee ee ee | Lh | a LE OE deeeees Eee tor Leateseetians | sAisticesdh acta tga aes 
Boett. 240 April .Si.cc) Piss  focne nc clecmea been cadonemweun ee eee 58.4 OE Yc sinter ee ih ne (ener  rassalaascailnk speeds 
Aortt 8 to Apri. TE) SAB bonnes bere tele cccunn FRERE RG eens | Ca Ps RES Ses Ce ee Pee: oer 
Ape 15 £0 APE Bhs) TRE fice cen een nwsns reerune Shea PEER 65.8 |) 21.8 |eaewcns| BBO fennnnnenfe nents aotring fwicmely 
Apel 22 to April 90.0.5 BOO. | cnsecacelcssmmexalenouwscnlncaecce Neoers SER Tee EeRer PR ree: ae ee ee Se ek a | S ae 
ie Foe Re ie Sibi tiie ee aca jerisaireton eee iain ana en ei 
[SE ore i ee ee. FASE Meee weet ae Se 25 |} Ws ho et 2 hee (Enno ee ROS Be: 
nn a4 enh eo | oan ea eae aeeeen, | aaah 
April 90 te May Cin2| 2G cect ee seein oe RE Seer rae | 4.6 | 16.0 |... eS 2 eee eee. Senne — 
May 6 to May ¥8..0.| 216. [esencecelonc me —s- 4.5 i es eee 73.2 | BS 1. cnnns iz 2 2 oe | evista esscebsrunentatas | aasemqomh 
May 13 to May 20_--_| 217. |_------- omen 10.0 i en FE... * M4 | 16.6 |u| BS L..—- seein ees Hens 
May 20 to May 27_-_-_|-------- rte rer ae, 7.4 a es eee | 72.4 i eS Sa nee —o aes ete. 
May 27 to June 3____| 192. | 11.2 | 80. 10.0 3.2 | Ns scoiapepoeegall wpe gles | 71.6 12.0 fecossees BOB \oencsun ere ee ene Orem 
May_._---------_- | 212. — ae TS Ts ae eee eet | ie -(L_. ce ae pee ee ee 
Pee ES ale ES eae eos eel io a =a Saker a 
June 3to June 6_...j..._..-. Seer as 3.5 4.5 | ie penne | W008. | YO  fecescens BOB becca | cia istnladh gl actiorencpadla csi ag ae 
June 6 to June 12___ | Station shut down | 
June 12 to June 20___| 172. 93. 79. 5.8 > i ae, peewee 58.8 ee ee on oes Escicsancunbe nope essa anaes 
June 20 to June 27___ 94. 43. 51. 4.8 2 ee See 66.8 a nn 43.6 i ah eee. |--------|------- 
June 28 to July 5____- | 146. 52. 94. 1.92 a) es, eee 60. 2 2 ee 2 a Sewers i [Een oe, ae. 
nae nee net erie, Meas | eee a 7 - patie ae rnindaneeeat atid at 
|| re oe | 187. 62. 75. 4.0 Oe a) ey ee eae 63.9 16.4. |... 47.5 ioe --------|------- 
July 5 to Juiy 12.__| 196. | 56. | 140. | 2.08 |__-_____|_______. i; ao 6 1 US | re a ee (eee ee 
July 12 to July 19____| 174. 77. 97. ro: Se 2. 9 ee semen 72. yh i ae 45.2 |) ne a a meee aC 
July 19 to July 26____ 98. | 23. 76. 6.00 a eee eae ee 74.4 19.6 18. 36.8 36.7 |-2------ PRA Te) RE I 
July 26 to August 2__| 164. 42. 122, 2.88 5.12 {__....... aS 59.6 |... 52| 8 a ee TERR TEIN 5. 
ESS = rece) (Re |e eee ae — Se Fae Doncaster ied coseiacis — 
lt So 158 49. | 109. 3.8 og eee | WW eainre | ¥O8 | T7 |... 58.2 |) 40. |_-----:: ee Deere 
= | [_———}——-—— |. -____} ___— So — 
Aug. 2 to Aug. 9_-| 134. 27. | 2) Bb lat + CS 15.2. 40.8 ek Cees Bee 
Aug. 9 to Aug. 16__| 140. 29. in. 146 |). Bee) A eee he Setouas Senate cee Ti a eee wea 
Aug. 16 to Aug. 23__} 127. 73. 54. ae > a ee ee. 66. 11.40 | 21.40 | 33.20} 46.5 | 210. (___-__-- ‘Coes 
Aug. 23 to Aug 30_-| 134. 29. 105. =: 6.8 4, .28 ot eee | yeas | Oe | BE. | BR cectcchece eel eion 
Aug. 30 to Sept. 2.--| 160. 48. 112. | 4. 4. 14 | 05 | 98.0 41.6 22.0) ae et RS Sr a ORR NS 
August_----------- 139. 41. 98. 3.4 | 4.0 | 12.1 ie} 79.2 | 23.2 | 22.9 | 33.1 | 44. | 20. |W Lesdane 
Sept. 2 to Sept. €_- | | Outs] ide spri nkling filters r esting. | | 
Sept. 6 to Sept. 13._| 136. | 52. 84. 7.6 3g eee Seas | 76.8 Sh | O72 4 SS | BB cee eccane ae 
; Chainged frjom thrfee-hour to one-|half hour sam pling period | 
Sept. 14 to Sept. 20__| 248. 92. 156. 7.8 4.2 | an | 84. 4.8 | 44.4 34.8 LL SOT RRO EIS Ries et 
Sept. 20 to Sept. 27__| 216. TZ; 144, §.2 ~ 3. .20 10 | 59.6 2.8 | 24.8 32. 42, 140. hacuncceurgeayta | sceigdsteiiek 
Sept. 27 to Oct. 4.___| 164. 64. | 100. 6.6 | 3 .18 22| 64. 3.2 | 27.2 | 38.6 | 87. | 164. |---__-- lseasers 
| so ees petites temas ican accent aie 
September____----- 191. 70. wm. | £6 | 3.7 19 416 | 71.1 4.8 33.4 32.9 46 | i a rr bs cpaateleded 
Oct. 4 to Oct. 11_-_-| 260. 84. 176. $.2 | 3. a2 .6 69.2 2.4 13.2 53.6 36. i. ae Sear wee 
Oct. 11 to Oct. 18____| 246. 56. 190. 7.6 3.6 .16 04 | 82.4 12.8 19.6 50. 9. 117%. 1.n-.u. ee Se 
Oct. 18 to Oct. 25_---| 252. 28. | - 224. 4. 4, .16 64 | 99.2 ”). 41.2 98. |... C2 aes Rae 
Oct. 25 to Nov. 1.-_-| 208. 52. 156. it 3. 24 16 | 87.6 20.8 25.9 41.6 43 ce ee ee 
October___-_------ 242, | 55. | 187. | 5.2 | 3.4 |  .19 36| 84.6 | 14. | 24.8 | 45.8 | 43. | 166. |___- PrN 
Nov. 1 to Nov. 8_-| 188. ao, | 346. | F2O lercuscex | S 2 eens 84.8 11.6 | 20.4 42.8 51. i SS eee arenes 
Nov. 8 to Nov. 15__| 200. 44. | 156. | 8 | 4. | .25 35 | 76.4 | 12.8 | 27.6 | 36. Te i: rr ee Been 
Nov. 15 to Nov. 22__| 224. 68. | 156. | 8. | 4.2 | 25 2 | 68. 8.8 | 25.2 | 34, 49, | 140. |_-____-- einen 
Nov. 22 to Nov. 29_-| 268. 24. | 244, | 6 4.2 | .30 5 | 76. 12.8 15.6 47.6 49. (i. a Coereen ccdgoacaeaie 
| Pre, Sane ee See See eee es. |___— 
November_____-__- 220. 44.5 | 175.5 | 4.1 4.1 | 28 ~3D 76.3 11.5 24.7 40.1 48.5 | it a ca | ses skins 
a a A Dee | Ra, _ ARES, FTES) nee I oncinpseiiebi 
Nov. 29 to Dec. G.-..| 360. | 48. 92. 4.4 3.6 -20 6 80.4 2.0 38.4 40.0 52. 440; feeccsewnatecucece 
Dee. 6 to Dec. 13_..-| 192. |; 88. | 104. 3.6 4.4 .30 a ee 4, 37.6 | 30.4 39. UAB : * cecancenellammananee 
Dee. 13 to Dec. 20_--.| 260. | 104. 156. 5.8 3.8 15 1.3 89.6 13.2 36.4 40. 47. 7 die2ee coal seem 
Dec. 20 to Dec. 24___.| 208. | 92. 116. 9.4 3.4 105 Ry 90. 20.8 29.2 40.0 35.  ; RRNA Ne ER eo Fe 
Dee. 24 to Dec. -27_-_- | 
Dec. 27 to Jan. 3.---| 200. | 76. | 12%. | 3.6 | 3.6 15 461.2 | 92. 92 | Sha | wd | Me | OR [cnet cee 
December--_------- | 200. | 82. | 118. | 5.86) 3.8 ( 18 .9 | 84.8 | 9.8 | 35.2 | 39.8 | 41. | 106. |--------|------- 
Jan. 3 to Jan. 10___| 172. 64. 108. | 6.6 4.6 ~25 | 2.0 92.8 | 14.8 30. 48. 37. Sle haseweay 16. 
Jan. 10 to Jan. 14.__| 116. +! 1164) 64 4, .20 1.3 91.2 | 6.4 40.4 | 44.4 31. a 35.8 
Jan. 17 to Jan. 24._-| 192. 56 136. 10.4 al 28 88. 19.6 34.4 34. 33. i: an sore © 24 
Jan. 24 to Jan. 31...| 192. 36. 156. 6.7 | 2.5 .20 | 2.8 80.8 15.6 $4.0 | Bie. | SS. | O.. Jccetose 28. 
January, 1910. 168. | 39. | 19. | 66 | 3.7 206; 2.1 | 88.2 | 14.1 | 347 | 304 | 84, | 87. | 25.9 
DN | - NE RN, eT ae eee ed SS SS ——_ -_SOC OO! CC OO" Se ee Ee ——— 
Jan. 31 to Feb. 7 -_| 164. 60. ae 2.6 .25 S.7 86. | 18.4 27.2 | 40.4 33. ne rere 18. 
Feb. 7 to Feb. 14..| 158. | 10. |-148. | 7. 3.4 "3 | 1.6 | 92. | 168 | 34. | 41.2 | 97. |116, |----- 24.4 
Feb. 14 to Feb. 21_--; 240. 94. 146. | 7.4 3.4 .10 2.9 92.8 | 16.8 | 32.4 43.6 3o. |, a | owe 55.4 
Feb. 21 to Feb. 28_--| 238. 86. 152. | 7.8 3.4 -10 40 | 89.6 | 20.8 35.2 | 33.6 31. a Sree 30.4 
February___------- | 200. | 63. | 187. | 7.8 | 8.2 .20| 2.15] 90.1 | 18.2 | 32.2 | 39.7 | 84. | 100. |-__- 82.0 
Feb. 28 to March 7, 340. | 162. | 178. | 9.8 2.6 10} 2.4 | 90. *%.8 | 30.8 | 34.4 | 88. | 100. ~ |_..---- 25.6 
March 7 to March 14_, 200. | 76. 124. 6.6 3. -20 3.8 87.6 20.4 | 32.8 34.4 35. 92. 70.4 51. 
March 14 to Mareh 21_. 188. = 44. 144. 6.4 4.4 .40 2.6 81.6 14.8 33.2 33.6 ee |-------- 25.4 
March 21 to March 28_ 138. 10. 128. 7.2 2.8 45 .3D 71.6 19.6 | 28.8 23.2 | 31. Se. “Neato 22.8 
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¥,-inch to 24-inch trap media. 
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Taste No. 5. 


Monthly Averages of Crude Force Main Sewage. 
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Suspended Solids. 
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PARTS PER MILLION. 
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nitrogen content, but this may be due to the carbonaceous 
matter contained in the trade wastes. 


Fats. 


The fat content was regularly determined only during 
the last tour months of operation and is a normal amount. 
They probably are derived not only from the domestic 
portion of the sewage but from wool washings. Notwith- 
standing the presence of acid in manufacturing wastes 
trom Manayunk the sewage was always alkaline. 

The bacterial counts are quite normal and follow the 
usual seasonal fluctuation. See diagram No. 4. 


FINE MESH SCREENING. 


The fine mesh screen (Station No. 11) has already been 
described. On account of its construction it was not pos- 
sible to obtain the screenings in a semidry state, as the 
splashing water washed them away. As the screen re- 
n:oved all the large solids which could not be included in 
analysis by Gooch crucible, a mere comparison of sus- 
pended solids in the influent and effluent would give a 
lower percentage removal than the truth, and it must be 
borne in mind that the sewage applied to the fine screen 
had been withdrawn from beneath the surface of the flow 
in the intercepting sewer, had passed through a coarse 
screen, and had passed through a plunger type pump. 
The percentage removal of suspended solids by the screen 
is therefore not comparable with a disposal works screen. 
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Removal Suspended Solids. 


The crude sewage applied to the screen during its entire 
run contained on an average 200 parts per million sus- 
pended solids as measured by the Gooch crucible, and the 
average effluent 133. This would represent a removal 
of 33.5 per cent. of the suspended solids, or 560 pounds 
dry solids per million gallons sewage screened. 

As a check upon these figures a run was made on tanks 
Nos. 12 and 13, under identical conditions, except the in- 
fluent to No. 12 was screened and to 13 crude sewage. 
The difference in the amount of dried residue deposited in 
the tanks was used to determine the percentage removed 
by the screen. Allowing for the inaccuracies in sampling 
both the sewage and sludge, the test indicates a removal 
of 37.3 per cent. of the total suspended solids in the crude 
sewage by the fine mesh screen. 

For comparison, with an actual installation of a fine 
screen of similar mesh to the one described, the operation 
of the Reading plant as reported by Mr. Emil Kuichling in 
his notes on Sewage Disposal for Rochester, may be of 
interest. 

There the crude sewage contained 215 parts per million 
of suspended solids, and the screened sewage 125, show- 
ing a removal of 90 parts per million or 750 pounds 
of dry solids per million gallons sewage. This is a re- 
moval of 41.8 per cent of the total suspended solids. 


Effect Upon Subsequent Treatment. 


The most important result of the fine mesh screening 
of a sewage containing trade wastes, such as wool and 
hops, was the fact that the screened sewage contained no 
particles larger in size than 1 mm. as frequently deter- 
mined by microscopic measurements, and as the clear 
openings in the screen used were 0.5 mm. square, only soft 
flexible solids larger than that size would be driven 
through by the force of the jets. This means that the 
irregularity of the load of suspended solids upon a sewage 
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disposal plant produced by the erratic contribution of 
trade wastes would be eliminated by fine mesh screening. 

The use of fine mesh screen produced a marked effect 
upon the sludge collected in subsequent sedimentation, as 
will be described in detail under that subject. Suffice it to 
say at this time that the use of such a screen lessens the 
quantity of sludge produced, increases its percentage 
moisture, and by removing all large particles yields a 
sludge composed of very finely divided solids, conse- 
quently easily pumped. 

If sprinkling filters are used, the clogging of nozzles is 
reduced to a minimum—in fact, the nozzles of the lower 
sprinkling filter, the influent of which was settled 
screened sewage, were never clogged during its nine 
months operation. 


HORIZONTAL FLOW SEDIMENTATION. 


Sedimentation of Screened Sewage in No. 12. 

Tank No. 12 has already been described and the work 
accomplished by the combination of fine mesh screening 
and sedimentation is shown in diagram No. 5 and table 
No. 6. 


Comparative Data. 


In counection with the above tables the following data 
is given as typical of sedimentation as practised else-— 
where. 


DIAGRAM N? 5 
SEDIMENTATION IN TANK N12 
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,Suspended Solids.~ 


Parts per 
PA Million. 
Reference. Location. ss 
S ua 
nN - ves =} 4 
a Fy 5 5 
a CE ce oe 
nH a (3) ey 
Fifth report of the) | Gueton 5.3 490 240 51 
PeaRSS TY gamed] tt | a | 
John D. Watson, Horizontal_| 408 187.6 | 54 
ae oe é:} Birmingham..-..-- { Vertical ...| 187.6 | 98 47.7 
= pie a Columbus 8 147 78 47 
“Report 0 1906. Testing Station. 6 134 73 48 
CO. Hoover, 
Columbus 
rans. ne Soc. le Sew. Dis. rie. 4.9 200 82 58 
Emil Kuichling, 
Deacription of Cologne 3 He a 0 gs 
oe ou r ¥ a kels Experiments. 312 154.5 60.8 


Operation of the Tank. 


The first two runs of Tank No. 12 were from April 24, 
1909, to July 7, 1909; during this time the.tank was rec- 
tangular and ran at a nominal storage period of six hours; 
the average percentage removed of suspended solids under 
those zunditions was 65.3, and the effluent contained on 
an average 59 parts per million suspended solids. 

The next two runs at four and a half hours’ storage 
were July 8 to August 20 and August 28 to October 6. 
Between them there was made a steeply sloping bottom 
toward the inlet end in order to allow the deposition of 
sludge at the inlet end without increasing the velocity 
of flow above that in a flat-bottom tank. During both 
runs the average percentage removal was 77.5 and the 
average effluent contained 45 parts per million suspended 
solids. 

A transverse baffle wall was now built at mid length 
with a scum board and ahout the outlet a tight box-like 
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weir protected by inclined scum boards, and the storage 
time reduced to three and a half hours; under these condi- 
tions the tank ran from October 13, 1909, to January 12, 
1910, and removed 64.1 per cent. of the suspended solids, 
yielding an average effluent of 71 parts per million. 

Tho only change in the next run was the length of the 
storage, which was increased to four and one-half hours, 
and from January 14, 1910, to March 8, 1910, the percent- 
age removal was 67.1, the tank yielding an effluent con- 
taining 76 parts per million suspended solids. 

The last run was from March 9, 1910, to April 30, 1910, 
when the nominal storage period was again increased 
to six hours; the average sewage was more dilute and 
while the effluent was lower in suspended solids, contain- 
ing 60 parts per million, the percentage removal was the 
same as the former run. 


Conclusion. 


In considering the entire operation of the tank it will 
be observed that during the 2nd, 3rd and 4th runs the 
average sewage was steadily increasing in suspended sol- 
ids, and although the storage period was decreased, the 
effluent was steadily improving, showing that the long 
storage period is not essential. Upon still lowering the 
storage period to 34 hours, but in a baffled tank, while the 
effluent contained more suspended solids than before, its 
content showed lower figures than those given for the 
English plants quoted above and for the Columbus Sewage 
Disposal Works during 1909, and was the same as the un- 
baffled experimental tanks at Columbus operated at six 
and eight hours. 


Results of Baffles. 


Further evidence of the cfficiency of proper baffling is 
shown in the seventh run, where it will be seen in the 
diagram that the sewage steadily grew stronger while the 
effluent was quite uniform in suspended solids. 


TABLE No. 6. 
Results of prorkcontel aevimemiation in Tanks Nos. 12, 13 and 17. 
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Another matter not shown in the analysis but noted dur- 
ing the operation of all the tanks was that in unbafiled 
tanks the presence of visib’e trade wastes at the influent 
end was soon followed by the same waste at the outlet, 
showing a current of high velocity through quiet por- 
tions of the tuuk whereas after proper baffling of the 
tanks the entire cross section of the tank was placed in 
service. 

The baffles also served to hold the sludge back at the 
inlet end, where in case septic action should develop the 
rising masses had much less chance to reach the outlet 
and pass out upon the filters. 


Length of Runs. 


As the sludge deposited in the tank was used and not 
run to the drain at no labor cost, it became an economic 
measure to sludge several tanks at once, and therefore, 
the length of the run was not always fixed by the develop- 
ment of septic action, althongh tanks were always sludged 
as soon after ebullition of gas was noted as was practical. 
From August 28, 1909, to January 12, 1910, nitrogen as 
free ammonia, nitrites, and nitrates were determined in 
the crude sewage applied to the screen, and in the effluent 
of the tank to find if septic action was developing. Dur- 
ing that time the average influent and effluent contained 
nitrogen as follows: 


PARTS PER MILLION. 


Nitrogen as— 


Free Ammonia. Nitrites. Nitrates. 
Crude sewage .............-... 8.7 18 41 
Effuent No. 12..-....—..-.-.. $.2 18 .67 


This shows no evidence of septic action, but rather an 
improvement, probably due to the violent splashing at the 
sereen. 
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It will be noted that excluding the first run, which was 
not ended because of septic action, the tank was sludged 
about every seven weeks 1n cool weather and six in warm 
weather, averaging every six and one-half weeks. 


Formation of Scum. 


On this tank a scum never formed, but prior to the baffles 
and scum board being placed, froth, caused by the screen, 
floated along the tank from inlet to outlet and was carried 
off with the effluent; this was especially noted when the 
sewage seemed to contain a brewery waste as indicated by 
the presence of hops and high carbonic acid content. 

After the introduction of scum boards this froth was 
entirely restrained at the inlet end and did not seem to 
increase In amount toward the end of a run. 


Sedimentation of Crude Sewage in No. 13. 


This tank has been previously described. The influent 
was always crude force main sewage, and the policy 
adopted was to operate tanks Nos. 12 and 13 under similar 
conditions in order that comparison could be made between 
a screened and crude influent. 


Operation. 


During the first run, May 19, 1909, to July 7, 1909, the 
tank was rectangular and entirely unbaffled; the storage 
period was six lours and during the run the effluent aver- 
aged 66 parts per million suspended solids, representing 
a removal of 59 per cent. 

During the next two runs the storage period was low- 
ered to four and one-half hours and the tank produced an 
effluent of 60 parts per million suspended solids, the 
result of having removed 69.3 per cent. 

At the end of this run an inclired bottom, scum board, 
and effluent weir protected by an inclined scum hoard were 
built and the storage capacity reduced to three and one- 
half hours. 
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The effluent contained a larger percentage of solids than 
under the higher rate of flow, containing 81 parts per 
million suspended solids, a removal of 61 per cent. 

An attempt was now made to run the tank at two hours 
storage for comparison with the Emscher tank, but the 
increased rate overtaxed the supply pipe, thus inter- 
fering with other processes, and after one week the rate 
was incrased to three hours and again at the end of the 
week to four hours, at which rate it was kept until the 
end of the run. 

The average storage determined by weights of periods 
thus becomes 3.67 hours, and the average effluent during 
that period contained 77 parts per million suspended sol- 
ids, or a removal effected of 65 per cent. of the suspended 
solids in the influent. 

In the last run the rate was again decreased, the 
weighted average being 5.85 hours storage. The effluent 
was practically the same as before, but owing to a more 
dilute influent the removal effected was only 98.7 per cent. 


Conclusions. 


An examination of the diagram will show that under the 
conditions studied, the reduction of time of storage from 
six to four and one-half hours did not decrease the effi- 
ciency of the tank, and that in a baffled tank three and 
one-half hours’ storage period accomplished an efficient 
removal of suspended solids. 


Formation of Scum. 


The influent to this tank, being unscreened, contained all 
of the solids of the sewage and they became apparent in 
two ways: first, the sludge deposited was composed of 
much larger particles and contained wool, as is described 
under sludge. Secondly, scum always formed on this 
tank; the scum could reach the outlet, which was only 
crudely protectcd, but upon the introduction of the baffles 
the scum was held hack in the inlet half, where it became 
very thick and leathery, a thinner scum formed upon the 
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outlet half but was entirely controlled by the inclined 
board protecting the outlet weir. 

After six weeks the scum would be raised up like a 
bubble, especially in the outlet portion, showing consider- 
able gas entrained by the tenacious leathery cover. 

This scum when punctured or removed was very of- 
fensive and contained much volatile and fatty matter, as is. 
described in detail under ‘‘sludge.’’ 

Its formation in excessive quartity must have seriously 
decreased the efficiency of the tank, for but small space: 
for the flowing liquid was left at the end of the fourth 
run on December 22, when scum was found on the 
inlet end two feet thick, which means that 5.6 cubic 
yards of wet scum, weighing five tons, floated on the sur. 
face. This contained 1,810 pounds of dry solids of which 
1,000 pounds were volatile and 260 pounds were fat. 

A longitudinal cross section of the tank at this time 
is shown in diagram No. 7. 


Comparison of Tanks Nos. 12 and 13. 


A comparison of the results accomplished by Tanks Nos. 
12 and 13 is given in the following table: 


| Suspended Solids. 


Hours Storage. 


Conditions. Parts per Million Per Cent. 
Average Effluent. Removal. 


No. 12 No. 13 No. 12 No. 18 No. 12 No. 13 
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Sedimentation of Crude Sewage in No. 17. 


Operation. 


This tank has already been described. It was of better 
proportions than either Nos. 12 or 13, its depth being only 
one-quarter its length. As initially operated it was en- 
tirely unbaffied and the effluent collected by a 3-inch pipe; 
it was run at a long storage period of ten hours from 
June 13 to July 15, 1909; it yielded an effluent containing 
on an average 65 parts per million, but as the influent 
was more dilute than others its percentage removal was 
ony 50.4. 

In the next run the nominal storage period was lowered 
to six hours, and although the influent was much stronger 
the tank produced an effluent almost identical with the 
first run, but due to the higher influent the percentage 
removal rose to 67.5 per cent. 

The storage was now lowered to four hours and at this 
rate the tank produced a still better effluent, containing 
only 44 parts per million suspended solids, representing 
a removal of 81.2 per cent. 

This improvement in the quality of the effluent when 
the storage period was reduced seems abnormal in the 
light of our present knowledge, but the figures were ob- 
tained with equal accuracy to others. 

Two brick baffle walls with scum boards and a long 
collecting weir protected by an inclined scum board were 
now built, and on September 28, 1909, a new run com- 
menced at the same rate of four hours’ storage as before. 
The tank ran at this rate until March 9, 1910, being 
sludged twice during that time. Until December 28 the 
influent was quite regular in its suspended solids content, 
but at that time it fell down to 140 parts per million and 
then steadily rose until at the beginning of March it had 
reached 312. During the entire three runs at four hours 
storage the tank produced & quite uniform effluent, aver- 
aging 59 parts per million suspended solids and 
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not being affected by the steady increase in the influent 
during February. This renresents a percentage removal 
of 72.5. 

During the last run the storage period was put back 
to ten hours so as to comnare long storage in a baffled 
tank with the first run when unbaffled. The influent was 
more concentrated than in the first run, but the effluent 
contained on an average only 46 parts per million sus- 
pended solids, representing a percentage removal of 74. 


Conclusions. 


The action of this tank corroborates that observed in 
12 and 13, that iong storage periods are unnecessary for 
efficient sedimentation and that great improvement in 
the uniformity of the tank liquor is obtained by efficient 
baffling, creating uniform velocity over the entire area 
of the cross section. 


Formation of Scum. 


The formation of scum and its action could be well ob- 
served in this 1ank. Prios to baffling, scum formed in 
islands, floating about, and never becoming very thick or 
tenacious, but when divided into three compartments, in 
the inlet portion a scum would hegin to form after a few 
days’ running; this rapid’y increased in thickness and 
tenacity, being covered with a leathery surface. 

After seum was well developed on the inlet portion it 
would begin to “orm on the middle portion and grew much 
slower, never attaining more than about six inches thick- 
ness. By the end of a run small islands of greasy sub- 
stance formed in the outlet third of the tank, but were 
successfully restrained by the inclined scum board pro- 
tecting the outlet weir. During the last run a scum breaker 
composed of a cross of 1-'nch pipes was placed in the 
middle compartment and was raised and lowered by hand 
about every half hour; it completely prevented the for- 
mation of any scum in this compartment. 
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The scum, especially on the inlet end, was always very 
offensive, although the tank was never purposely allowed 
to become septic, being sludged as soon as gas formation 
was noted. 


Formation of Sludge. 
It may be said at this time, although the details are 


given under ‘‘Sludge,’’ that two-thirds of the sludge was 
deposited at the inlet end, one-quarter in the middle and 
the remaining one-twelfth in the outlet end, and this re- 
straining of the sludge away from the outlet, undoubtedly 
increased the uniformity of the effluent, for as sludge and 
scum developed the velocity of flow must have increased 
considerably in the inlet portion, but remained as at first 
in the outlet, where the less easily settled solids still con- 
tinued to be removed (see diagram No. 34). 


SEDIMENTATION IN AN EMSCHER TANK. 


The vertical fiow sedimentation of crude sewage in an 
Imhoff or Emscher form tank was studied under three 
conditions. 


First Experiment. 


On July 31, 1909, the first Emscher tank was put in 
service. It was a cylindrical wooden tank five feet in 
diameter and five feet d-ep and for six weeks ran at 
one hour storage. In order to hasten the accumulation of 
sludge one cubic yard of wet sludge from a sedimentation 
tank was placed in the Emscher tank before it was put in 
service. The average influent contained 233 parts per mil- 
lion suspended solids, the effluent 87, representing a re- 
moval of 63 per cent., but the character of the effluent was 
very irregular and would not have been at all suitable to 
apply to bacteria beds due to the uneven load of solids; 
but it was found that a very excellent quality sludge, 
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lower in moisture, containing less organic matter, and 
having a tarry, rather than offensive odor, could be with- 
drawn by the hydrostatic head upon the sludge outlet 


pipe. 
Second Experiment. 


To correct the erratic character of the effluent, probably 
due to the very short vertical distance given to sedimenta- 
tion, the effluent was conducted to a Dortmund form tank 
and subjected to another hour’s vertical sedimentation. 
During this second stage of the Emscher studies me- 
chanical difficulties interfered with the proper operation 
of two tanks in series and the results are not as favorable 
as during the first experiment, the effluent containing, 
during the period from September 9 to October 16, 1909, 
93 parts per million suspended solids, a removal of 57 per 
cent. 

One of the mechanical difficulties was the inability to 
determine at what level the sludge stood in the digestion 
chamber, and although sludge was withdrawn in small 
quantities at frequent intervals it is now believed that at 
times it was allowed to reach too high a level, so that the 
ebullition of gas forced it into the settling portion of the 
tank to the serious detriment of the effluent. 


Third Experiment. 


The third experiment on this form of tank was begun 
on January 10, 1910, in the tank ten feet deep and five feet 
in diameter, previously deseribed, and shown on diagram 
No. 9. This tank was seeded with 168 gallons of sludge 
from the old Emscher tank. 

The influent was, as before, crude sewage and the time of 
passage through the settling portion made two hours. 


Sampling. 
In order to study the action of this tank,both as regards 
sedimentation and production of sludge the influent and 
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effluent were sampled at half-hour intervals for a daily 
composite sample, which was analyzed for suspended sol- 
ids and a quantity proportionate to the number of hours 
the tank ran per day taken to form a weekly composite 
sample analyzed for nitrogen and fats. 

When the sludge was withdrawn it was carefully 
weighed, mixed to a uniform consistency, and a sample 
taken for analysis. In this way careful watch was kept 
over all the matter entering and leaving the tank. 

The amount of sludge in the digestion chamber was de- 
termined daily by a sounding bottle, so that sludge was 
only withdrawn when it reachec a predetermined level 
in the tank. 


Conclusions. 


In diagram No. 9 is shown the operation of this tank, 
the amounts given in pounds of each constituent, so that 
sewage and sludge are comparable. 

It will be noticed that the dilute holiday sewage was 
not very susceptible to rapid sedimentation, but on that 
day the effluent was of satisfactory character. 

Table No. 7 and diagram No. 10 show the weekly 
averages for this tank. 

It will be observed that during January and February 
the crude sewage steadily increased in strength and that 
during March it became niore dilute, the effluent following 
a nearly parallel line. 

This tank during three months, operated at two hours’ 
sedimentation, effected a removal of 53 per cent. of the 
suspended solids in the crude sewage, producing an efflu- 
ent containing 92 parts per million suspended solids. It 
must be borne in mind that the size of the Emscher tank 
studied only allowed vertical sedimentation through four 
and one-half feet, whereas in an actual plant the distance 
would be much greater. 


Taste No. 7. 
Showing Weekly Averages of the Influent and Effluent of the Emscher Tank. 


PARTS PER MILLION. 


Influent. Effiuent. z 3 
> 
08 
Dates—1910. Suspended Solids. : Suspended Solids. ; Ee 
=| 
j g | *E 
. s gs s ef FE g 
mr 3 3s . a> ; 3 ° as 16 
a eee ee eT ee: ee ce 
Be | & > Fe, | 6 a Fe, = | |S ay 
January 12 to January 18__-..--.......__..-.._. 8. 157 44 118 19.6 8.0 69 13 56 15.4 7.2 55.5 
January 19 to January 25_..-.---....-..-- 22 183 88 145 26.4 9.6 63 6 57 25.6 8.0 65:2 
January 26 to February 1----.--..-....._.-.-....-__.- 195 43 152 16.4 9.0 86 5 81 15.8 8.2 55.6 
February 2 to February 8_....-...........-..-__..._.. 200 | 40 160 15.6 9.6 80 13 67 16.0 8.4 59.7 
February 9 to February 15.-..-......-.-....---__-___. 206 | 49 157 23.6 10.4 95 19 76 16.6 7.2 §5.8 
February 16 to February 22.-.........-...2..2-- -.-.--- 277, ~~ «57 170 27.4 10.8 111 21 90 22.4 10.8 61.7 
February 28 to March 1_-....-....--...--.-.-.--..----- 270° 130 140 28.2 9.6 120 61° 69 18.2 9.2 55.3 
March 2 to March 8_--..-.-.2.---22 2-2. 193 | 64 129 33.0 9.6 101 32 69 25.0 8.8 47.7 
March 9 to March 15_-.-....-22-2 ee 167 49 118 31.6 9.2 lil 18 93 25.8 8.8 $3.2 
March 16 to March 22.-.-.- 22222222 136 39 97 30.0 10.0 77 16 | 61 14.2 8.8 48.2 
March 23 to March 29_.....-....-.----.--------------- | 185 | 53 132 | 2.2 | 11.2 86 16 70 | 16.2 7.2 | 63.4 
March 80 to April 5...-.-.------.----.---.------------- 193 56 137 | 28.6 | 10.4 92 16 i 76 | 20.2 8.8 | 52.2 
April 6 00-sA DU 12 eo es aa ee ee sae Ses Sa ce SG SS Peebles eel Ose ae ee a SP oe eee bret oe 
ADE IS schoo ne Aas ee as 220 | 92 | 128 | 18.2 | 92 | | 10 | 6 | 9.6 | 7.6 | 67.8 
A a SO A i ‘ai cna! ——— oe eS oes —_—_— 
Average... ------------e-eneeen-nece-neeceenee--oe- | 193 | 56 | 187 | 25.0 | 9.7 92 19 | 73 | 18.5 | 8.4 ! 62.2 
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Comparison with Existing Tanks. 

As this percentage removal is so much lower than pub- 
lished figures for the tanks as operated by the Emscher- 
genossenschaft it may be advisable to explain the reason. 

Dr. Ing. Imhoff divides the solids in sewage into four 
classes: 

1. Settling solids, those perticles removable by quiescent 
sedimentation in two hours. 


2. Finely divided solids, those particles smaller than 
the above, but removable by filtration through paper or 
asbestos. 


3. Colloidal matter, matter finer than the above, but 
which can be zeparated from the liquid by a dialyzing 
membrane. 

4. Matter in true solution. 


The asbestos mat in a Gooch crucible retains all of the 
settling and finely divided solids and a part of the colloidal 
matter, the finely divided solids and matter in colloidal 
state not being susceptible of removal by plain sedimenta- 
tion are therefore in his opinion unjustly included in 
‘suspended solids’? when analyses are made of the in- 
fluent and effluent of sedimentation processes, and to 
overcome this difficulty he subjects samples of the influent 
and effluent of the tanks to two hours’ quiescent sedimen- 
tation in tall glass cylinders holding 500 cc., the bottom 
of which is a graduated tube of small diameter in which 
the depth of deposit is measured. 

In this way percentages removal of settling solids from 
95 to 100 are obtained and so reported. 


Absence of Septic Action in the Sedimentation Portion. 


All of the gas formed by the decomposing sludge in 
this form tank is conveyed through the ventilator or stem 
of the inverted funnel, and so the settling sewage is 
kept fresh, there being no appreciable loss of dissolved 
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oxygen nor reduction of nitrites or nitrates during the 
short time of passage through the tank. 

Furthermore, the gas which almost continually bubbles 
up through the ventilator is inodcrous and is said to be 75 
per cent. methane or marsh gap and 25 per cent. carbon 
monoxide, although no analysis of it was made at the 
testing station. 


Formation of Scum. 

In the inlet ring of the tank ccnsiderable scum formed 
due to the large amount of wool and hops contained in 
the crude sewage; this was offensive when disturbed or 
removed. As a means of disposal an attempt was made 
to get it into the digestion chamber through the ventilator, 
but its specific gravity was so low that it would not sink 
and it was found necessary to remove it from the tank. 

Upon the outlet ring a very thin, light, flaky scum 
formed which was successfully restrained from the outlet 
weirs by their protecting scum boards and it did not seem 
to interfere in any way with the normal operation of the 
tank. 


Theory of the Tank. 


The theory of this tank is, that it exercises a dual func- 
tion—the sedimentation of the sewage and the so-called 
digestion of the sludge. 

The two functions are carried on in separate compart- 
ments the lower or digestion compartment being so ar- 
ranged as to exclude the flow of fresh sewage. In the 
sludge in this chamber the successful biological action de- 
pends upon the generation and growth of bacteria peculiar 
to its needs. The effect, as noted, of this condition and 
of the concentration of the mass of sludge in the conical 
chamber is to produce a sludge very low in moisture, 
uniform in constituency and lacking hydrogen sulphide 
either in the gas given off or in the sludge itself, which 
gas becomes one of the main sources of nuisance in a 
sewage disposal works. 
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This in itself is of great value irrespective of its value 
for sedimentation; another advantage of this form of 
tank is that the sludge can be removed by the excess head 
of sewage from the tank without placing it out of service, 
resulting in great economy. 

Further discussion of its action will be found under 
*‘sludge.’’ 


DIBDIN SLATE BED. 


Dibdin’s slate contact bed is another attempt to ac- 
eomplish both the sedimentation of sewage and the diges- 
tion and concentration of the sludge in the same apparatus. 
In Dr. Imhoff’s tank the latter function is accomplished 
by bacteria in an anaerobic manner, but in Dibdin’s slate 
bed the result is obtained aerobicly and the bacterial work 
is undoubtedly largely supplemented by worms and other 
lower forms of animal life. 

As the results accomplished by this bed are more than 
mere sedimentation, including an oxidation of the nitrogen 
of the applied sewage, it has been considered in two ways: 
first as a sedimentation tank in which the resulting sludge 
is digested and concentrated, second, as a contact bed 
producing a partially stable effluent. If looked upon as 
a sedimentation process it would consist of nineteen super- 
imposed quiescent basins, each about three inches deep. 
The bed should be filled at such a rate that the velocity is 
not high enough to disturb the deposit upon the slates, 
and then the bed to be allowed to remain quiescent for, 
say, one hour. During the filling and contact periods the 
settling solids are deposited upon the upper surface of 
the slates, where they form a deposit called by Dibden 
‘‘living earth’’ on account of the enormous number of 
animals, especially worms, developed therein. The sludge 
freshly deposited in sedimentation basins is usually about 
90 per cent. water and has a specific gravity of 1.02; using 
these figures and assuming the crude sewage to contain 
200 parts per million of suspended solids and the effluent 
50 parts it will be seen that a deposit of wet sludge only 
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0.118 mm. thick is deposited on the ‘‘living earth’’ each 
time the bed is filled. Before the bed is filled again the 
worms and other animals and the bacteria have attacked 
the organic matter of this deposit and are ready for the 
next thin layer of food, when the bed is subsequently 
filled. : 

If considered as a contact bed, its large void space as 
compared with a contact bed filled with ordinary media 
is of great aerating value, also due to the construction in 
horizontal layers, one slate resting upon another; on the 
under side of many slates a large, flat bubble of air must 
be entrained, which would tend to oxygenate the sewage 
while in the bed. 


Operation. 


To determine the optimum mode of operation, the bed 
was run at several different rates and various length 
eycles, which ‘are shown in Table No. 8. 

During the early operation of this bed, its effluent con- 
tained considerable amounts of suspended solids, but was 
sufficiently oxidized to be fairly stable. 

For this reason the rate was rapidly increased from one 
to two fillings a day and then to three. Under the latter 
rate the quality of the effluent began to decrease although 
containing less suspended solids than heretofore. 

Assuming that the biological action of the bed had been 
overtaxed, it was rested for seven days and then started 
up at the same rate as before. It was not efficient either 
as a sedimentation nor oxidizing process, only 22 per 
cent. of the total suspended solids being removed, and 
the effluent contained more volatile solids than the in- 
fluent. Nitrogen as free ammonia was higher in the 
effluent than in the applied crude sewage and the re- 
lative stability sank to .13 after the first day. 

The contact period was now doubled to allow more op- 
portunity for sedimentation and the aerating period in- 
ereased to eight hours, which means the bed was filled 
twice a day. 


Tasty No. 8. 
Operation of the Slate Contact Bed. 


. Rate. Cycle in Hours. 2 —_ 
A ae dt ee 
: & 2 | = i) 
s 2 ‘ 2 ral | ih: > . 
| ge | os | 3| 58g 
Sg Dates—1900-1910, 36 | 8A 8 | | | se | 22 
SE a‘ | ao | | Ay ges 
Ba es ox a ‘ ts 5 
3 © 2 ; en Zz 
a e- ge, a2 | 1s |g; 8 | 47 | oat 
= 2£y os ‘ “ 3 es =| ga z 
g ig ad | = [a] | é y 5 52 
& z 3 1S | i & ra} 212 = 
Se a | | | meee | eS 
1 | March 27 to April 26...........-.-.-..-—--—----------e 4 1.23 | 1728; 1 =| 8 1 19 25 | 64,500 
2 | April 27 to May 10_.........-........-...-----.-------—- 8 2.46 | a6 | (1 1.5 1 8.5 27 181,100 
3 | May 11 to June 6.-.......--------------e----eue---e----e 8 8.58 | 497 1 1 1 5 70 298, 400 
BED RESTED. | | 
4, June 12 to Jame 17. -----neene--nenneeeneneoenenes 3 8.53 | 47 || (1 1 1 6 16 385 ,600 
6 | June 18 to June 28__.._........-_..-_._---.-.---.------ i g 2.86 $20 1 | 2 1 8 11 860,900 
@ | DUNG Bhs to SONY Boose asec eee ce ess 1.06 19 | 8 : 2 | 8 16 10 | 383,600 
BED RESTED AND FLUSHED OUT. | | | | 
q sully. 16 to October Waicscsccssccs ices cccceees cuss a | 1.21 171 | 2 31 ;, 2 19 84 207,100 
8 | October 2 to November 9............-.-——----- 116 | 1.30 3 | 2 ' 1 | 2 | 16 14 | 240,900 
9 | November 9 to November 21........-..-.------------- 1,88 1.50 212 | 2 | 1 | @ 18 15 277,100 
10 November 22 to January 16s dose ee 2 2.11 298 2 | 1 2 7 108 508, 8:0 
11 | January 19 to March 8..--.-........-...--.----------- 8 3.04 429 1.5 1 15 | 4 133 796,100 
| | 
} 


BED RESTED AND FLUSHED OUT. | 
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During this period the crude sewage was of more than 
normal strength and the sedimentation effected was satis- 
factory, 72 per cent. of the applied suspended solids being 
removed, but the quality of the effluent was even worse 
than during the preceding period. 

The rate was again reduced and cycle changed to three 
hours to fill and empty instead of one hour, the same con- 
tact being given. There was no improvement in the 
effluent over the crude sewage—in fact, denitrification oc- 
curred in the bed and it was finally deemed advisable to 
end the run. 


Cleaning. - 

After resting a few days the slates were flushed with 
water under pressure applied by an iron pipe held at 
each layer in a small vertical hole left between the slates 
during the construction of the bed. The accumulated de- 
posit upon the surface of the slates was successfully re- 
moved and the water capacity of the bed restored to within 
1} per cent. of its initial capacity, but it should be borne 
in mind that the area of the bed was only .0021 acres and 
a method and quantity of water satisfactory on such a 
small installation might not be practical or economical 
in a large unit. 

The character of the deposit washed out was entirely 
different from crdinary sludge, for although the wash 
water was very dirty looking and contained 4.5 per cent. 
of sludge, yet when incubated at 20° C. with methylene 
blue it retained the color for a period of four days, in- 
dicating a relative stability of .60. 


Second Experiment. 


The bed was now in practically the same condition as 
when new, and it was decided to operate it at a low rate 
until biological action was well developed and then gradu- 
ally increase tho rate. 
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During the first experiment the bed had been filled and 
drained in one hour, but in order to reduce the influent and 
effluent velocity, and consequently minimize the disturb- 
ance of the deposit upon the slates, the bed was filled 
in two hours and the contact or full period reduced to one 
hour, and two hours also given to drain. 

In this way on July 16, 1909, the bed was started at 
one filling a day. The applied crude sewage during the 
seventh period was more dilute than formerly and the 
effluent was uniformly low in suspended solids, averaging 
31 parts per million. 

Up to the middle of September the effluent gradually 
improved in stability, but about that time the crude sew- 
age became not only stronger but rather irregular in its 
quality and the effluent was generally of lower stability 
than the average of the entire seventh period. (See dia- 
gram No. 21.) 

The work of the bed was satisfactory and the bed 
seemed mature, so its rate was increased by gradually re- 
ducing the aerating period. During this transition period, 
the crude sewage applied was of unusual strength, a 
weekly sample containing as high as 660 parts per million 
suspended solids and 23 parts per million organic nitro- 
gen. The sedimentation accomplished during these two 
periods was perfectly satisfactory. But the biological 
action was not equal to the severe tax and the stability of 
the effluent became very low. 

At the end of the ninth period the applied crude sewage 
had resumed a rormal concentration and the rate was in- 
creased to two fillings a day; during the entire tenth 
period the sedimentation effected was very satisfactory, 
the effluent containing 31 parts per million suspended 
solids and the stability steadily improved, the average 
of the entire period being .46, a higher value than the 
effluent of two of the outside sprinkling filters (Nos. 20-5 
and 20-6) during the same period. 

The rate was increased on January 19 by reducing the 
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time given to filling, draining, and aerating, increasing 
the number of cycles per day from two to three. 

During this eleventh period the air temperature was 
on an average below freezing three-fourths of the time, 
but the bed was protected by the building and being filled 
three times a day must have maintained sufficient heat to 
continue biological action, for the average effluent con- 
tained three parts per million nitrogen as nitrates. Prob- 
ably due to the increased speed of filling and draining the 
bed over the last period, sedimentation was not as satis- 
factory, only 49 per cent. of the applied suspended solids 
being removed, the effluent contaiming on an average 88 
parts. 

The larger amount of suspended matter in the effluent 
and the cold weather probably account for the lowered 
stability of the effluent during this period. 

The bed was rested and flushed out as before, not on 
account of an excessive accumulation of deposit, but in 
order to start a run under new conditions. 


Conclusions. 


The deposit on the surface oz the slates will be con- 
sidered under ‘‘Sludge,’’ but certain conclusions can be 
drawn from the data at hand. 

Optimum results were obtained by filling and draining 
the bed slowly twice a day. Changes in rate of operation 
should be made gradually, as sudden increases in rate 
seem to derange the sensitive organization of the bed. 

If operated in this way the bed yielded an. effluent low 
in suspended solids and of a fair degree of stability. 

The initial water contents of this small bed was nearly 
restored by flushing with water. But upon dismantling the 
bed at the end of the tests, those slates farthest away from 
the flushing holes were covered with the deposits to a 
depth of one inch. 
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DIAGRAM N®!I! 
OPERATION OF THE DIBDIN SLATE BED N®16. 
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TaBLe No. 9. 


Average Results of the Treatment of Sewage 1n a Dibdin Slate Bed. 


Suspended Solids. Nitrogen as— Oxygen Consumed. Fats. 

| Total Fixed. | Volatile. | Organic. icraseie ee Total. or Settling Colloidal. | Solution. 
sald dlalelelalaidiadeideldleialalejela 
= S| 3 3 3 | 3 5 ES 3 3 = 3 5 3 = 3 3 3 3 5 3 3 
E LEVEL S/EIE/E/E/E (2/8 /S (E/E /E/8]/ 8 |/8 12 /8)3)§ 
Pease: | Coal: ae ares Ren ere ere et | iat | eres ion 76.0 | 57.2 22.8 | 4.0 53.2 | 50.2 |....--|---20- On 
, een OY6: |. TRB seo ee | eat ects 5.62 | 5.66 | 2.81 | 2.06 | ___.- 70.7 ; 62.2 | 29.8 | 16.0 | arate 41.4 | 41.2 | 
oe | 210 | 200 |oo----{-----|------l----- 11.7 | 8.77 | 8.18 | 2.96 | ____. 75.6 | 69.8 | 16.6 | 12.7) | apteecion | 59-1 | 67-2 |-----|---—-- 
rane | yer | 140] 60] 22] 98] 118 | 4.56 | 1.12 | 7.06 |10.88 |__| 62.0 / 55.2} 18.6] 9.6) [ *rOUBD | agg | gs gy) | 
Bosdeeee gral den | aia |: ot Son) ze (cc one a0 | A ae 0 67.6/21.6/14.8) | P*P*- | 69.8 | 52.8 |....-.|----- 
tn ye Ue C2 Ht Cee PON Sere eee 4.56 | 9.60 | 5.84 | 6.40 | 0.40 | 69.0 | 64.6 | 15.6 | 14.2 58.4 | 50.4 |-..---|---.-- 
as u5{ a1/ 31] 5| 8&| 26 |...|.-.-.|------|------ 1.24 |------ ates | neces, Uae eee Em OREN USSR neve ORS 
Bite asa. } 54| 128] 4| 260; 5012.2 | 4.4 18.0 | 82 | .80| 70.0/ 54.2) 16.0| 6.4] 28.2] 25.6 | 25.8 | 28.2 |---|... 
Gisttend | 47a | 94! 182] 14! 296) 90 |-..-|...|--—-|---~- .27 |128,0 ee pee 16.0| 45.4| 389.7 | 56.6 | 44.7 |---|... 
DOsedeow! QOS I. Bl ates) ae carey oes eee ele 1.26 |.....- tee | EEn BOE TO PESOS ener nen Pen ee ees 11.9 | 6.5 
anneal 172 e | sx | 7| 138 va a a OS 2.8 79.8 | 65.7 | 12.7 5.5; 29.4 28.0 | 87.7 | $2.8 | 22.6 | 90.0 
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CONTACT SYSTEM. 


The contact system described heretofore was in opera- 
tion for about five months, during which time it produced 
an effluent almost freed from suspended solids, but, con- 
sidering the low rate at which the beds were operated, of 
insufficient stability to warrant an extended study of this 
method of purification. 

The system was put in operation on April 6, 1909. The 
method of maturing the beds was that in use at Man- 
chester, England, where Dr. Fowler gives new beds long 
periods of contact and long aeration in their initial ser- 
vice, gradually increasing the rate by decreasing the period 
of contact and later decreasing the aerating time. 


Operation. 


The operation of the system is shown in Table No. 10. 
At all times the effluent of the secondary contact bed was 
of very good appearance—the preliminary sedimentation 
and adhesion to the new, rough, porous media of the two 
beds effected an almost complete removal of suspended 
solids. This effluent contained, however, considerable mat- 
ter in a colloidal state, giving it a turbid appearance. The 
other constituent of the sewage which was efficiently re- 
moved was nitrogen as free ammonia, but the effluent was 
never nitrified to an extent that would indicate that the 
beds were mature, nor did the daily stability samples (ex- 
cept Sunday sewage, which was very dilute) show satis- 
factory results. In making this statement it is to be 
understood that it is given without prejudice to the use 
of contact beds in combination with a septic tank or other 
preliminary treatment. The policy of operation of the 
testing station was to get rid of the sewage in its fresh 
state and not to allow it to become septic. 

On September 16, therefore, the system was abandoned 
in order to use the secondary bed as a sludge lagoon. 
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TaBiz No. 10. 
Operation of the Contact System. 


Operation in Hours. Rate, 
Dates. : q ra 
A 2 > 
1109, a> | 68 
g “ 6a | A 
4 7 @ ra! ae 
8 be} a) 4 8§ Og 
2/a}8]2]s8 | Bs | ge 
olmilolaéle 3 o 
April 6 to April 16.......-.-... 2. Irregular. 
April 15 to April 26.....-.-..... ¥%! 21 24 1 22 225 37.6 
April 26 to May 4...-.....-._.-.. 1 1 11 1 11 .450 75 
May 4 to May 11.-...-...--....-- 1 1 6 1 16 .450 76 
May 11 to June 1--..--_......— oe 1 1 3 1 19 . 450 75 
June 1 to June 6_-...-.-...._.--. 9 1 2 1 8 .900 150 
June 6 to June 18. .._-.-.._...._ —Res|ted— 
June 138 to July 14.-.-.--.--......| 2 1 2 1 8 .900 150 
duly 14 to August 20_.........__| 8 1 1 1 5 1.850 225 
August 20 to August 25..._.__.__ — Res|ted— 
August 25 to September 16.....-. 3 1 1 1 5 1.350 225 


SPRINKLING FILTERS. 


Methods of Distribution. 


Outside Filters. 


It must be borne in mind that the object sought in the 
operation of the outside filters was to determine as quickly 
as possible the best size and depth of stone to economically 
purify the sewage. With this in view no attempt was made 
to apply to them a superior tank liquor, nor to develop a 
perfect distribution. 

Although the dosing tank used was tapered, it was not 
sufficiently so to prevent a ring of overdose. Also. due 
to the different elevations of the surface of the beds, the 
two lower ones received the water contained in the risers 


Period. 
1909. 


April 19th | 


to 


May 4th, 


—_—_— 


- | 


May 4th 


| 
| 
} 
| 


June Ist. 


June ist 


to 


July 14th. 


July 14th 7 


to 


September 16th. J | 


Operation in Hours. 


b | | 
Ss | | 
=) 
a 
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= °3 an 
Si } eel @ | S| 
Oe ae S i 
) & | Oo =) < | 
a i |, {4 
| | 
| 
% 1 24 1 22 | 
| | 
i} i) i | O°) me] 
| L 
| | 
} | | 
1 6} 16 | 
| | 
| | 
| | | 
1 1 By 2 19 || 
} 
2 1 2 1 || 
2 1 2 1 a || 
| | 
2; 1 2] 1 8 
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Operation and Average Anatyaee of the Contact eyetem. 


Tasie No. 11. 


PARTS PER MILLION. 


Nitrogen a 


so 


a 
i : 
ay | = 
<3) | e | 
as}. 2. | 2 
oa ae 
Sy we | 8 
= ~ | ow 
Zz oO ica 
a | 4,25 
| 
a | 5.0 
1 - 4.25 
ah er 
A 0.8 
969 |_________| 3.1 
a eae 3.1 
a 4.0. 
ae Pane ees 1.3 
i tn 0.6 
| 
adn amend —| a 
| 
i: | 
g9 |___._.__- Pee: 
89 4.98 4.14 
| 
14 | 33.8 1.58 
12 | 38.5 0.79 


——_ | 


Nitrite+ Nitrate. 


0.52 


Oxygen Consumed. 


Relative Stability. 


ba oe 
Soo ee E | 
Zz 2 fe) 
= | LE Aa | 
t Bie po 
vee | ae Mit Lou. | Crude Sewage. | 
| | 
| | f Effluent | 
68.0 | 16.8 chief banat \ Sedimentation. 
ie ey | (Influent Primary 
55.7 15.0 40.7 |--------- ) Contact Bed. 
“ ( Effluent Primary 
48.5 9.9 38 .6 0.13 1 Contaet Bed. 
| Effluent Secondary 
41.2 (P | 33.5 0.29 a Contact Bed. 
74.7 164 |} 8 15. | Crude Sewage. ) | 
| | § Effluent 
66.0 9.5 56.5 |--------- | | Sedimentation. 
pe Ms ({Influent Primary 
62.9 7.9 55.0 Se 1 Contact Bed. | 
| 
e Primar 
52.5 (an | Mak) San, 1] BHoent Pimary | 
| | 
: Effluent Secondary | | 
45.2 4.5 40.7 0.17 { Contact Bed. J | 
| | | 
| | — 
dial hemecs Pease | Crude Sewage. | 
| | Effluent | 
ae can te om mima =| on a Pee -~-------- | Sedimentation. 
S Infiluent Primary 
55.3 8.3 47.0 imac wtaes wares { Contact Bed. 
| 
Z _ { Effuent Primary |. 
40.2 6.2 38.5 | 0.27 |} Contact Bed. 
| Effluent Secondary | | 
34.1 4.7 29.4 | 0.39 Moonee 2 Contact Bed. ., | 
Se | a eae . Fee ss 
0.18 { Effluent Primary 4) 
| SSekREe~ | -+- =< Sa see : \ Contact Bed. | 
| 
0.48 (Effluent Secondary | | 
a -|- ee : r Contact Bed. | 


Tried to mature the beds by Dr. Fowler’s 


method of long contacts. 
shortened contact. Effluent 


On April 26th 


appeared 


good, but smelt of hydrogen sulphide. 


Examination of media showed no forma- 


tion of a bacterial jelly. 


Effluent still has putrefactive odor. 


Same conditions as above. 


Chemical analysis 


putresibility done. Effluent 


discontinued. 


Only 
remained 


free from suspended solids, but contained 
no dissolved oxygen and possessed an 


offensive odor. 
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above the elevation of their nozzle. This water was ap- 
plied to an area immediately adjacent to the nozzle and 
probably passed through the bed at such a high rate as 
to have been but little changed. On May 15, 1909, a fun. 
nel 18 inches in diameter was so placed around the nozzle 
that it caught this water, which was conducted to a near- | 
by manhole on the main drain. An immediate, but slight, 
improvement was noted in the character of the effluent 
from the two beds affected. 

In order to wet as large a part as ne of the square 
served by a circular nozzle on the beds, it was necessary to 
allow the spray to strike against the wind shields to make 
it throw partly into the corners. The water thus striking 
on-the sides was collected by a small gutter and applied to 
the otherwise undosed corner of the bed, as may be seen 
in the photograph. 

The arms of the Columbus nozzle accumulated consider- 
able material, especially wool fibres, and a tenacious gela- 
tinous growth. They required to be cleaned at irregular 
intervals, apparently depending upon the character of 
the influent. No trouble was experienced in the 9/16-inch 
orifice clogging except when occasionally a match stick 
or other similar shaped body caught in the nozzle. 


The Upper Sprinkling Filter. 


This bed, being 16 feet by 32 feet in plan, was ad- 
mirably adapted for two square nozzles and initially it 
was served by two Taylor nozzles, the head on which was 
controlled by the butterfly valve so that the film wetted 
slightly the enclosing walls of the filter. 

When the lower sprinkling filter was ready to be 
operated at the end of July, these Taylor nozzles were 
taken from that bed and replaced by Reading nozzles. A 
change in the shape of the cam caused the distribution 
along a radial line to be very satisfactory, but, of course, 
there being only two circular nozzles in a rectangular bed, 
those portions of the bed which would have been served 
by the staggered nozzles were left dry. 


Se ge ee 


. rr 


OUTSIDE SPRINKLING F1LTERS.—Stations Nos. 20-3 and 20-4. 
Influent applied through a Columbus nozzle. 


61 


The Lower Sprinkling Filter. 


This bed was always dosed through Taylor square noz- 
zles, the head controlled by a similar device to that used 
on the upper filter, except that the velocity of the water 
wheel was reduced by worm gearing instead of link 
belt. 

The cam was modified experimentally until distribution 
Over & quadrant-shaped area separated into rectilinear 
sub-divisions was practically perfect. 

The influent to this bed, having been screened prior to 
sedimentation, contained none of the solids capable of 
choking the annular orifice, and no trouble of this kind 
Was ever experienced. In the riser pipes, however, a& 
jelly-like substance developed which was easily washed 
out after drying. 


Dosing Cycle. 


Outside Filters. 


The capacity of the tapered dosing tank was 106 gal- 
lons, and to obtain the best distribution possible the 
valves were set so that it required three minutes for the 
tank to empty; as this was a constant figure the length 
of time required for the dosing tank to fill controlled the 
rate on the filters. 

For an average rate on the entire battery of one million 
gallons per acre per day, the time required for the dosing 
tank to fill and consequently the resting portion of the 
cycle was 9 minutes and 42 seconds. As the rate 
was gradually increased this ‘‘resting period’’ was 
cut down until the ‘‘dosing’’ and ‘‘resting’’ portions of 
the cycle were equal. Still higher rates were obtained 
by adjusting the mechanical device controlling the dosing 
tank so that there was a small flow into the tank during 
the display of the nozzle. 

This increased the time required for display of the noz- 
zle until it was greater than the resting period. 
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Upper Filter. 


The dosing cycle of this bed must be considered in two 
ways—first, the relative ‘‘dosing’’ and ‘‘resting’’ time 
as determined by the cam, and second, the relative ‘‘dos- 
ing’’ and ‘‘resting’’ time as determined by the entire 
shutting down of the ted for a period of drying. 

The cam was so designed that the nozzles displayed 
for 45 seconds and rested for 2 minutes and 30 seconds 
and this ratio was practically maintained during the 
entire run. The second or major dosing cycle was con- 
trolled by the state of the media, for when run continu- 
ously the suspended solids in the applied water clogged 
the surface and caused pooling. 

At first it was attempted to run the filter continuously, 
but after clogging had developed and the bed given a 
long rest, the cycles were made 24 hours operation and 
24 hours rest. This also seemed unsatisfactory and three- 
hour intervals were chosen with better success. 


Lower Filter. 

The cam controlling the dosing cycle of this filter orig- 
inally had one lobe, whereby the film of applied sewage 
slowly worked its way from the nozzle to the edge of 
the bed, where, after having played for a sufficient length 
of time, sharp cut off occurred and the entire bed was un- 
dosed until the said lobe again opened the valve. Under 
this condition the nozzle displayed for 22 seconds and the 
bed rested for two minutes and eight seconds. The rest- 
ing period was reduced by the addition of lobes until dur- 
ing one revolution of the cam, the nozzle displayed five 
times. 

Under this condition the cam caused the film to travel. 
from the nozzle to the wall in 22 seconds where the sharp 
cut-off occurred and the nozzle did not display for eight 
seconds. 

This sharp cut-off was unsatisfactory and was eliminated 
by designing a new cam which caused the film to travel 
from the nozzle to the edge of the bed and then return, 


DEVICE FOR REGULATING NozZLE PRESSURE.—Lower Sprinkling Filter No. 22. ’ ‘ 
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there being no cut-off at high head; under this condition 
the nozzle was almost constantly discharging. But each 
small area of the bed may be considered to have a dosing 
and resting cycle, for the film traveled over the media, 
like that from a mechanical distributor. 


Rate of Operation. 


Outside Filters. 


As has been described, the dosing tank containing 106 
gallons was generally emptied in three minutes upon an 
area .012 acres. Considering the entire area served the 
gross rate upon the beds during the display of the nozzle 
would be 4.24 million gallons per acre per day. But 
during the display under low head the rate would be ma- 
terially less than this average, and under the highest head 
many drops fall on the ring which is overdosed, so that 
during the display of the nozzle it is very probable that 
certain areas are being dosed at a rate of over ten million 
gallons per acre per day, while the net rate of the filters 
would be considered one million gallons per acre per 
day. 

The policy adopted in regard to all filters was not to 
operate them in the optimum manner but by continuous 
running to test them to destruction; therefore, the daily 
rate was the actual net rate of the filters for long in- 
tervals of time. 

During winter the rate on the outside filters was slightly 
increased, not by applying more sewage in a given time, 
but by the reduction of area in service due to the ice form- 
ing in the corners. 


Upper Filter. 


Based upon the possible rates at which sprinkling filters 
were operated during these tests it would seem that, 
neglecting other factors, the possible rate at which a filter 
ean be economically cperated is in inverse proportion to 
the amount of suspended solids applied. 
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The influent to the filter had no preparatory treatment 
save coarse ecreening and it was necessary to operate it at 
the lowest rate of any of the sprinkling filters. 


Lower Filter. 


This filter was operated at a higher rate than any other 
tested, notwithstanding which it produced the best efflu- 
ent. 

The conditions which made this high rate possible 
were the well prepared influent, the perfect distribution, 
the aerating system, the efficient false floor, and protection 
from the inclemency of the winter. 


EFFECT OF THE DOSING CYCLE UPON THE RATE 
AT WHICH THE EFFLUENT OF A SPRINKLING 
FILTER LEAVES THE UNDERDRAINS. 


When nozzles were operated continually under a fixed 
head, the rate at which the filter was dosed was pro- 
hibitively high, and the difficulty was overcome by dosing 
the beds at this high rate for a given time and then 
shutting down the filter, allowing it to rest. With the 
use of the ‘‘falling head’’ this difficulty was partially 
overcome and by means of the device controlling nozzle 
pressure on the lower sprinkling filter, has been elimin- 
ated. 

The ideal condition in a sprinkling filter would be for 
each and every portion of the media to perform its share 
of the work. And all observations have tended to show 
that biological action is most efficient when regular. 

With this in mind, gaugings were made to determine 
the rate at which the effluent left the underdrains of the 
outside filter, in the dosing cycle of which there was an 
appreciable rest; and of the lower filter, where the noz- 
zles discharged practically continuously. 

In diagram No. 12 there is shown the variation in rate 
of flow during complete dosing cycle from beds of differ- 


DIAGRAM N® (2 
SHOWING THE VARIATION IN 
THE RATE OF FLOW 
AT WHICH EFFLUENT LEFT 


THE UNDERDRAINS 
OF THE SPRINKLING FILTERS 
Note:- 20-1 ft of 34m- 3in. Limestone. 
20-2 Of. of 2igin-4in Limestone. 
20-3 6ft.of lin- Sin Siac. 
20-4 77.f Iu - 5in Trae 


IN MILLION 


PER DAY. 


fon NOZZLE OISCHARGING * RESTING | 
ABOVE CURVES OBTAINED WHEN BEDS “205 AND 206 WERE 
SHUT DOWN, ALL CONTENTS OF DOSING TANK APPLIED 
TO FOUR BEDS. 


Time La Minutes 
2 A) 4 & 6 7 8 +] 10 at IZ 


Tt bak | | ees 
Lt Sth S 
Rede t! |] | eae | 1 
ABOVE CURVES OBTAINED WHEN ee ee 


| . 
j> DISPLAY <+- REST ++ DISPLAY 
WERE IN OPERATION, AND SHOWS TWO CYCLES. 


RATE of FLOW FRON THE UNDERDRAINS 


GALLONS PER ACRE 
-) 
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ent depths and sizes of media (for which see description 
of the filters). 

The variation in rate is most marked from coarse media 
and from shallow beds, the finer media und deep beds 
retaining more water within their interstices, tend to 
equalize the irregularity of dosing. 

The effluent from the lower filter flowed over a V 
notch weir, back of which a hook gauge indicated the 
head and consequently the rate of flow. 

With the final cam in service, whereby the nozzles dis- 
charged almost continuously, the ‘‘pimple’’ formed by the 
hook gauge varied so little that it was impractical to ad- 
just the vernier to read the fluctuation, which shows that 
the cyclic variation in the rate of discharge of the noz- 
zle was cqualized during the passage of the liquid through 
the bed. 


GENERAL HISTORY OF THE SPRINKLING FILTERS. 


Outside Filters. 

Sewage was first applied to the outside filters on March 
23, 1910, the times and rate of dosing being irregular 
during adjustments of the mechanical apparatus, but by 
March 26 sampling was commenced, as the operation of 
the beds was regular. 

The initial rates were as follows: 


Cycle. Rate. 
Station 
Rampart | puter | nent, [Moe See) Stee eS 
per Day. per Day. 

ee 2 815 63.2 
20-2....------- : 815 56.5 
i os a $ a . 928 96 
20-4... | 3 8 928 82.5 
20-6___.......| ad a 1,260 196 
20-6... 5 1.260 156 


*For depth and size of media, see description of the testing station. 


5 
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The first action of the filter seemed to be a mechanical 
retention upon the surface of the stones of the applied 
suspended solids. It will be noted in the following table 
that the rough, porous slag retained the largest amount 
and that the coarse media in 20-2 and the smooth gravel 
in 20-5 retained the least. 


Pounds of suspended solids per cubic yard of media re- 
tained in the filters during the first week of operation: 


Pounds of Sus- 
Station Number. Cubie Yards of | pended Solids 


Media in Bed. per 
Cubic Yard Media. 


DOr oto outed au cewecewereenberasucese 22.5 0.46 


BODE 52 ee ar eile et tai gaees 25.8 0.80 
eee Ta ae ae Se ae Re Ce 16.1 0.82 
1, See eRe Ins oP Sa rao eee 19.8 0.61 
ees ee ete ee oa 10.4 0.32 
ea oe eee OC eee 13.6 0.60 


Three weeks after the beds were first dosed the de- 
termination of the stability of the effluents by methylene 
blue was commenced, and the average relative stability of 
the effluents during the first month thereafter indicates 
the order in which the various beds matured. 


Rate in Gallons 


oe wMetured pene Sumber. Cuble Yard Stability. 
per Day. 
8 feet fine limestone.......-...—- 20-1 63.2 76 
9 feet coarse limestone.-.......—- 20-2 56.5 62 
7 feet coarse trap---------------- 20-4 82.5 .62 
6 feet slag-..-...-------------—----- 20-8 96.0 55 
4 feet gravel...-.-.---..-.--....- 20-5 1956.0 55 
& feet fine trap._-..----.----..--- 20-6 156.0 .48 


ar 


Period. 
1909—1919. 


July 5 to 
July 12 to 
July 19 to - 
July 26 to 


July average —........._ 


August 2 
August 9 
August 16 
August 238 
August 30 


August 9 
August 16 
August 23___....__-___- 


September 
September 

September 14 to 
September 20 to 
September 27 to 


September 
September 
September 
September 
October 4...02...66. | 


2 to 
6 to 


October 4 to October 11 
Oetober 11 to October 18 
October 18 to October 25 
October 25 to October 31 


November 1 to November 
November 8 to November 1 
November 15 to November 
November 22 to November 


November 29 to December 6 
December 6 to December 
December 13 to December : 
December 20 to December : 
December 24 to December 
December 27 to January 3 


December average 


January 
January 
January 
January 


3 to January 
10 to January 
17 to January 
24 to January 


January average 


January 31 to February 7_____--___- 
February 7 to February 14__--_-____ 
February 14 to February 21____-____ 
February 21 to February 28 


February average 
February 28 to Mareh 7___-----_____- 
Mareh 7 to Mareh 14_____-___-______ 
March 14 to Mareh 
March 21 to Mareh 
March 28 to Anril 4 


April 4 to April 11 
Apri Ti to April Vs..2..6..- 25.2... 
April 18. to Anril 25_.~......._.._..... 


April 25 to April 30________- 


April average 


woo 


Taste No, 12. 


| 


Bacteria per ce. in Outside Sprinkling Filter System. 


Fine ‘l'rap. 
20-6 


121,000 
129,000 
193 , 000 
1,100,000 


430, 000 
222 ,000 


360,000 


450 ,000 
435,000 
900,090 
575,000 


560,000 


300,000 
600 , 000 
450,000 
370,000 


800,000 


480,000 


| 430,000 


Effluent of— 
Crude a f | | 
Influent. Eight Feet of} Nine Feet a seven Feet of pour Feet five Feet of 
Sewage. Fine | of Coarse Six thing of Coaree b ener 
Limestone. | Limestone. "90-3. Trap. 20-5 
20-1 20-2 : 20-4 
2,700,000 2,100,000 31,000 | — 107,000 57 , 000 108,000 154,000 
1,900, 000 1,800,000 47,000 99,000 143,000 121,000 145,000 
3,800,000 2,800, 000 58,000 145,000 162,000 143,000 476,000 
8,400,000 8,000,000 217 ,000 326,000 274,000 232,000 1,400,000 
4,300,000 4,000,000 100,090 180,000 200, 000 160,000 480,000 
6,700,000 7,500,000 101,000 a a9 ice es tase ara 535 , 000 setiadiia testes ae Saats eines Old filter dis- 
4,800,000 4,000,000 141,000 123,000 133,000 224,000 mantled: new 
5,000,000 3,600,000 100,000 248 ,000 209 , 000 312,000 | filter built. 
7,800,000 6,800, 000 254 ,000 317 ,000 194,000 660,000 846,000 
4,400,000 5,300,000 80,000 225,000 218,000 340,000 1,200,000 
5,800,000 5,400,000 170,000 310,000 | 380,000 460,000 950,000 
i cieaneen (Perris Sines, saben sealants hi | ieee Pee te 
Rest ing. 
3,600, 000 2, 200,000 675,000 | 97,000 454,000 705 ,000 2,100, 000 
3,500,000 3,200,000 150,000 | 70,000 60,000 159,000 1,080,000 
2,400,000 4,100,000 213,000 200,000 227 000 400,000 755,000 
aosiapa teal exc So esewreaes tes del ct eres mnntoredse mttanseaien bem crarcnanet ee mene ewes’ | ely ie Serre ei as ae cee eee oa te ee ae | ees ee ete | Bo ee ee bn haere. 
a SS | ey |e ee pee ee $$ 
3,300,000 3,000,000 430,000 | 320,000 300,000 490,000 1,340,000 
2,300,000 2,200, 000 132,000 | 206,000 141,000 288,000 613,000 
2,200,000 |__.------------|--------------- NE eeviebibiiaee Ereeetiaitinns pre meee: uennenenene 
5,600, 000 4,100,000 319,000 440.000 517,009 308, 000 430,000 
3,500,000 2,500,000 51,000 515,000 670,000 69,000 120,000 
2,800, 060 2,700,000 160,000 340,000 370,000 240,000 470,000 
ct i ae | 275,000 | 76,000 Ch i a rae 
3,200,000 2,150,000 | 162,000 232,000 229 000) 122,000 405, 000 
4,500,000 3,300,000 277,000 | 338,000 204,000 260, 000 453,000 
1,900,000 1,600,000 100,000 | 73,000 210,000 250,000 720 , 000 
2,700,000 2,300,000 200,000 | 190,000 250,000 190,000 500, 000 
5,400,000 2,800,000 200,000 | 186,000 170,000 180,000 560,000 
5,100,000 2, 400,000 300,000 570,000 500,000 150,000 840,000 
2,000, 000 1,400,000 240,000 29) ,000 207 ,000 206 ,000 620,000 
1,200,000 940,000 210,000 220, 000 271 ,000 210,000 490,000 
Rest ing. 
1,740,000 1,400,000 530, 000 | 510,000 | 440,000 610,000 890,000 
2,100,000 1,400,000 . 310,000 360,000 | 300,00) 330, 000 640,000 
1,200,000 840,000 480,000 450,000 520,000 460 ,000 610,000 
1,200,000 1,000,000 740,000 | 710,000 740,000 780,000 330,000 
1,000,000 490,000 650,000 530,000 680,000 530, 000 560 000 
830,000 650,000 330,000 240,000 | 400, 000 360,000 660, 000 
1,100,000 910,000 540,000 | 490,000 | 570,000 550,000 669,000 
1,200,000 900,000 550,000 | «640,000 | 640,000 490,000 750,000 
1,300,000 1, 400,000 1,030, 000 990,000 1,200,000 860,000 1,100,000 
2,200,000 1,800,000 1,300,000 1,080,000 1,700,000 1,100,000 1,700,000 
1,800,000 1,200,000 870,000 870,000 1,500,000 790,000 1,100,000 
1,600,000 1,400,000 980,000 | 880,000 1,250, 000 840,000 1,200,000 
1,700, 000+ 224,000 660,000 650,000 620,000 630,000 460,000 
1,600,000 9,200 510,000 440,000 310,000 335 ,000 250,000 
2,000, 000 420,000 6:0 ,000 665 , 000 673,000 F00, 000 530,000 
2,600,000 224 , 000 660,000 650,000 20,000 630,000 460,000 
Restiing. 
2,000,000 | 210,000 600,000 620,000 600,000 530,000 500, 000 
2,200,000 «1,400,000 | 300,000 | 275,000 | 332,000 | 300,000 480,000 |; 205,000. 
3,600,000 2,900,000 230,000 310,000 230,000 230,000 830,000 
beg cecniens eeepc ee ee a ee dn ee ee ee 
2,900,000 | 2,000,000 270,000 290,000 280,000 260,000 660,000 


tBleach solution added to influent during March. 
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Durmg the early operation of these beds, luxurious 
growths of the grey sewage fungus developed on the floor 
of the filters, especially in Nos. 20-5 and 20-6 which were 
yielding the least purified effluents. 

As the quality of the effluents improved when the beds 
became mature, the fungus broke into fragments and 
washed away, being replaced on the floor of those filters, 
such as the fine and coarse limestone and the coarse trap, 
which yielded an oxidized effluent, by chlorophy! plants 
and diatoms. Upon the surface of the slag bed there soon 
developed a growth of algae known as the cyanophycea- 
oscillaria, especially adjacent to the nozzles. This i3 a 
similar condition to the slag bed at Reading, Pa., and did | 
not occur on any other sprinkling filter. On May 15 the 
rate was slightly increased on the filters, as is shown on 
the diagrams, but the funnels about the nozzles of 20-5 
and 20-6 reduced the rate on those beds so that the two 
highest beds were operated at .89 million gallons per acre 
per day and the other four beds at 1.01 million gallons per 
acre per day until June Sth. During this time the effluent 
continued to improve in all the beds, those yielded from 
the fine and coarse limestone and the coarse trap being of 
perfectly satisfactory stability, and from the fine trap, 
slag, and gravel beds of sufficient stability that they 
could have been discharged into the river with assurance 
that they would continue to improve therein. 

The suspended solids in the applied water continued 
to be removed and retained within the filter, so that the 
effluent was of very good appearance, even unsettled, up 
to June lst, when all the beds automatically unloaded the 
accumulated solids stored up in their interstices. 

The two extreme beds—the deep, coarse limestone and 
the shailow, fine trap—unloaded the most solids, with tlie 
seven feet deep coarse trap third in order. The smooth 
surface of the gravel had not encouraged storage of the 
solids and, naturally, it unloaded the least. 

During this unloading a peculiarity noted was that 
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the effluent from the two deep limestone beds remained 
stable, whereas that from the other four beds became 
putrescent. 

At this time the effluents were not settled, but based 
upon our own and others’ experience the solids washed 
from the beds during unloading, even in such large 
quantities, are successfully settled out in short periods of 
sedimentation, yielding a final effluent low in suspended 
solids and fairly stable. 

An idea of the character of the effluents at this time may 
be obtained from the analyses of weekly samples from 
May 27th to June 3d, including the unload. 


PARTS PER MILLION. 


Station Oxygen Consumed. 
Number. Media. Sus- 
pended 
Solids Sus- 
Total. pended. | Solution. 
8 Force main..._........ 192 71.6 12, 59.6 
10 Influent ........-..--.. 100 68.8 8.0 00.8 
20-1 Fine lime__...--__- 556 72.8 82.4 40.4 
20-2 Coarse lime -.....-.- 2,910 156.0 105.6 50.4 
20-3 SIGR: -Soseces we ckeeu ce 294 64.8 30 84.8 
20-4 Coarse trap--..-.-._.. | 808 109.2 64.8 44.4 


20-5 Grave] —-..-----.---.. 236 54.4 18.4 86.0 
20-6 Fine trap_-...-.-.-.... | 2,606 113.6 59.2 64.4 


In order to make certain changes at the pump it was 
necessary to shut it down from June 6th to 12th, during 
which time the average temperature was + 18.4° C.; on 
four days, however, the temperature rose to summer con- 
ditions, so that the filters had an opportunity to dry out 
considerably. 

Upon starting up the filters the first effluent was quite 
dirty, containing considerable quantities of the desqua- 
mated matter. The unloading which commenced on June 
1st continued for a short time in the slag bed and the 


TasLE No. 23. 


Settled Sewage. 


Dates. 
1909-1910. 


Total. Fixed. 
Nl ee es | ty ee ee } 
Pore, 3. TO) ATE Bis se cectneceersers 96. 
TOE TA: PATI oe et eros 196. | 
SATE EGS UN SIN Dect erscisridccretes coca cricecs 87. 
Bini), 2D: tas: a Wn ee eeseccus 159. . | | 

De es 142, | | 
BARE a i cree © jenen------ 
May 6 to May 13... __ My. bascatd cas | 
May 13 to May @.... 3. ween (?) | caspase aaine 
| at ee CS LE a OCR RSENS OND an | 
Ry FT De CUE Sh aeceunauacmennenans 100. |--------=- | 

DGS RU CTR BO cai 5s tigen 118. | aeccacaetalatas | 

| 
SC a ae ee Sh, ee Se ear eer e- es er 
pate: 1 Uh UR TF sr elaecas 
DURE TZ GO: SUC DO nai re cee 64. 
eune 20 to June Bin... ccc a are ome 
OUR Si TO PUY Bice eee O-  teecademnriticigeee | 

Ct a see oe 79.3 
ele 0 Der ep ad cetera n 
oy If tw w0iy 19... 2.20 63. 

July 19 to July 26____-_____-__________ ele i Cn 
July 26 to August 2______-____________.___ 61. | 

WEY VOR RRG nck cise on os cee 60.5 as 
August 2 to August 9_______-____-_____ 93. | 7. | 
August 9 to August 16__________________ | 42, | | 
August. 16 to August 28............:..... 70. | 
August 23 to August 30________._________ | 82. | 
August 30 to September 2________________' 74, | 
September 2 to Sentember 6____--__---- | | 

August average ...........__.__._..___- | 7: Be tt csel ) 
September 6 to September 13____________ 44. | 8. 
September 13 to September 20____________ 48. 10. 
September 20 to September 27___________- 108. 24. 
September 27 to October 4___-___________ 32. | 4, 

September average __________._________ | 58. 11.5 

j 
October 4 to October 11___-__.-______.- | 82. 14. 
October 11 to. October 18________________! 54. 26. 
October 18 to October 25_____-__________ 60. 13. 
October 25 to November 1____:-__________ 84. 0 

October average ..<.5.656.05-<-_ =... 70. 13. 
November 1 to November 8____________ 84. 0 
November 8 to November 15____________ 112. 4. 
November 15 to November 22_-______.___ 88. 16. 
November 22 to November 29___-_______- | 72. 0 

November average __._.-_--_______-____ | 89. 5. 
November 29 to December 6_____-_-_____- 12. 20. 
December 6 to December 13___-___-___-_- 112. 34. 
December 13 to December 20_____-_______- 152. 40. 
December 20 to December 24____--________ 204. 84. 
December 24 to December 27__--_-_-__----| 
December 27 to. JARUATY 8. nos6 cc cece cscs 423 0 

December average __-----______________  *158. 44.5 
January 3 to January 10____--__________ 56. 0 
January 10 to January 17___-____-_______ | 72. 0 
January 17 to January 24. _--_.._.-___2__ 52. 12. 
January 24 to January 31_-_---_-________| 88. 8. 

January average ..................... | 67. 5. 
January 31 to February 7.-.------------ 30. 8, 
February 7 to February 14-------_-___- ; 96. 12. 
February 14 to February 21___-_______- =~| 20k. 10. 
February 21 to February 28______________ | 148. 40. 

‘February average __----_---__-____-__- 94.5 17.5 | 
February 28 to Mareh 7_-_---- -_-_-_-___- | 132. 28. | 
Mareh 7 to March 14.................... | 184, 60. | 
Mareh 14 to Mareh 21........ ............| 172. 54, | 
Mareh 21 to March 3B.................... 138. 0 
mareh 23: tO AQT 6ocsccsce- nnn ccncnnns! 

El Ls |; a ae eer 156.5 35.5 | 
Att) 44 GO. BBP Mii eeccenca | 60. 0 | 
April 11 te April. 18.......... Se Bie 100. 28. | 
Apr 18 to. Apr BB. —...- sn ncn a. 38. 
Meal 26 “tis, ATT FO ncn cece, 100. 40 | 

oe Ee, ea ee Hone 83. 26.5 | 


Suspended Solids. 


| 


Volatile. 


oe ee ee 


Station No. 10. 


Analyses of the Influent to the Outside Sprinkling Filters. 


PARTS PER MILLION. 


Organic. 


- — -- 
ee ee we oes ew ew wwe = -=— 
ee ee ow wn a | ee we = eee ee eee 


Nitrogen as— 


} 
Free | 
Amm. 


| Nitrites. 


—————n 


ae ewe we ee 


er 


Oxygen Consumed. 


'Nitrates.| Total. 


Settling. 


ew ee ee ee 


Col- 
loidal. 


| 
Solution. 


Fats. 


ee ee ew eee 


ee ee ee ee ew ew owe ee ewe | ee ee ee ee es See ee ee eS 


we wee ee a a a a ee | ww a ee ee ee | eee ee ewe KK = 


~_ 
ha 


NOf,O!] | ONRKO 


fed fel feed fed 


SRS We ___.-----_| 62.00 
1.75 5 a ae, eee 65.60 
8.00 2.00 |__..._-__- eae 65.60 
10.00 ieee eet 71.60 
6.80 a eens sere: | 68.80 
6.64 ye 9 eee Sees 66.72 
6.72 Fh ee os _| 71.60 
Shut down. 
1.00 1.25. comb | 54.80 
5.28  ~—- 2.72 1.12}comb 55.80 
1.92 | 6.08 1.12 comb 60.40 
| 4.64 | 3.57 1.17 60.6 
—_—__——| a 
| 246 | #6 1.12) comb 56.0 
4.04 | 4.16 0.96. comb 66.0 
7.20 | 2.80 1.12) comb 67.6 
| | 4.48 0.80) comb 54.0 
4.55 3.90 1.00 61.1 
1.60 | 4.00 0. 80 comb Pigments 
3.52 | 368 0.96, comb 
1.90 | 3.70 0.96 comb 50.6 | 
1.70 4.30 0.14, 0.20 59.2 
7.20 | 4.00 0.14. 0.10 76.4 | 
Shut down. 
3.18 , 3.94 616 62.07 | 
6.8 | 4.40 0.18 |_....___. 73.6 | 
28 | 4.4 0.08 | 0.34 69.2 | 
72 | 4 0.10 | 0.20 53.6 | 
7.2 | 4 0.10 0.20 54.4 
6. | 3.4 0.115 0.247 | 62.7 
3.2 | 3.6 0.25 | 0.50 | 65.6 
4.0 | 4.0 0.00  ~° 0.16 76.0 
4406) 8.6 0.20 | 0.60 | 78.4 
10 3. 0.28 | 0.02 74.8 
8.15 3.55 182 | 32 73.7 | 
11.0 4.6 Sr 80.8 | 
4.0 | 4.0 0.25 | 0.25 71.2 | 
28 3.0 0.27 | 0.20 66.0 
Teuniaeere | 3.6 | 0.20 0.80 64.8 | 
5.9 | 3.8 | 0.255 | 0.417 70.7 
3.8 | oO2 | 0.20 | 0.60 34.0 
0.4 | 3.6 0.15 1.30 | 76.4 
5.6 | 3.2 0.20 1.80 84.0 
8.0 | 3.2 0.10 0.70 80.9 
Shut |down. 
| 2.6 3.8 | 0.15 1.50 67.2 
4.08 28 | 016 | 1.18 | 78.3 
PES Sen aReSEN ee 70.0 
ee hm a, Ba ee Sere ek 
cman ———— a meee ter 
CE EEE Sie wt OTE 72.0 
a —-— 
SERRE | SEE EOE 73.2 
EEE ANS Canes we ee eenyemaie 71.6 
SRE TS makenena pment eerie 73.2 
| SE er eee eae pean eee 76.8 
EEE EAE REA PET “3.7 | 
TREE Se. ae OT. 66.4 
MEN CC IME Sia CmaNR Gr ialwnimtiet, 70.4 
paras Sie caisson ae et | so. eth canatetins 75.2 
Pn ane Mian nero PR 64.4 
“Shut down. 
sins atc aA, MRNA RAEI 69.1 
| basen gh i ere Rei | Pant 64.4 
PERS? TA ROO ARR ONTS 64.0 
CROES ieee ine Re 
PATRI | SRE REESE ReegeNeRst 60.4 
SERoeeS Hae Se = 62.4 


—— eee 


| Sf 


—ae ee ew ewe 


um —— 
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coarse trap; but soon they, in common with other filters, 
began to store up solids. As would be expected after a 
rest, nitrification was good and the effluent (except from 
the gravel bed) of uniformly high stability. 

The rate of the filters was again increased on June 27th 
sc that 20-1 and 20-2 were operating at the rate of 1.6 
million gallons per acre per day; 20-3 and 20-4 at 1.825, 
and 20-5 and 20-6 at 1.987. 

This increase had no effect upon the stability of the 
effluents from the four higher beds (20-1, 2, 3, 4),but the 
relative stability of 20-6 fell to .70 and of 20-5, to .53. 

The beds were operated at the last mentioned rates for 
three weeks, during which time the fine limestone con- 
tinuously stored up solids, the effluents from the coarse 
limestone and the slag yielded a constantly increasing 
amount of suspended solids, and the two shallow beds, 
the gravel and fine trap, discharged more suspended sol- 
ids than they received. 

Bacterial examination was being made at sufficiently 
frequent intervals to obtain averages over this period. 
All the filters, except the gravel, were removing bacteria 
to such an extent that the effluents averaged 200,000 per 
ec. Details shown in Table No. 12. 

The effluents from the two latter beds at this rate uni- 
fcrmly contained larger amounts of nitrogen as organic 
and free ammonia than the other effluents. 

The effluent from the gravel bed when compared with 
the others had been so unsatisfactory that it was ad- 
visable to determine whether its failure was due to the 
character of the media or to its shallowness (3 feet 3 
inches of filtering media and 9 inches underdrains). It 
was therefore discontinued and at once dismantled to ex- 
amine its condition. 

The beds after four months’ pse were in a satisfactory 
mature condition, and yielding an effluent similar to the 
influent in suspended solids. An examination of the media 
was made, with the following results. 
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**No. 20-1, 8 ft. of ? inch to 3 inch limestone. 

The upper side of the top layer of stones is only dis- 
colored, the under side covered with bacterial jelly; im- 
mediately beneath the surface layer the stones are quite 
dirty, slightly offensive in odor, no worms found, al- 
though they are frequently found in the effluent. 


20-2, 9 ft. of 2} inch to 4 inch limestone. 

The top layer of stone similar to 20-1, but beneath, the 
stones are remarkably clean, humus-like material in 
patches so loosely attached to the stone that in removing 
a piece of the media they fell off by their own weight; 
upon the clean part of the stones are large numbers of 
the larvae of Pyschoda alternate (which develops into the 
small moth fly so common about sprinkling filters); the 
media is entirely inodorous. 


20-3, 6 ft. of 1 inch to 3 inch slag. 

The surface of the top layer of stones is completely 
covered with a layer of bacterial jelly, 4} of an inch to 
3-16 of an inch thick, over a semi-circular area of two feet 
radius; about the nozzle a luxurious growth of Oscillaria 
eovers the surface, immediately below the surface layer 
of stones the media is very dirty and offensive; this 
accumulation must materially reduce the voids and con- 
sequently aeration in this filter. 

No worms seen in this bed—in fact, it was always 
noticed that they were only found on clean stones, never 
in the sludge-like accumulation. 


20-4, 7 ft. of 1 inch to 3 inch trap. 

The top layer like 20-1 and 20-2, the stones comprising 
the next 4 to 6 inches are well covered with bacterial 
jelly in which large numbers of the aforesaid larvae 
were found, below this the stones grow more dirty. 


20-5. 4 ft. of 4 inch to 24 inch gravel. 
This bed is being dismantled. The top surface of the 
upper layer of stones is practically clean; on the under- 


TaBLE No, 24. 


Analyses of the Effluent of the Outside Sprinkling Filter. No. 20-1—8ft. of Fine Limestone. 


PARTS PER MILLION. 


| | 


16.4 | 


DUE AE GV ORC sip eon race nisin 


Suspended Solids. Nitrogen as— Oxygen Consumed. Z | F 
on Ds 
Dates. : | | = |. 3 
1909-1910. | | | = ot eS 
| | 2 | a = 5 
| | a : : 3 3 oe RD 2 
| gs sg = x 3 ; ba ks S 3 5 5 
= : 3 | < 8 - < = o 3 = . 3 an 
3 3 CI s R =) be ~ + | = & om ae S 
Ss x) po Ps p> => © 2 | 3 © z S > = 
S E > 5 fs zi zZ = a | O & = Fs & | = 
et aie ade eae 2 ee ——— ee | =: | | , — | 
ei ae cae: | Cn fo non neenn--- ----------|---------- ental aint a SAARI: ‘aislcigggoinaiéa seineituinine seneme ee a ne 
PG) 2 | ae ge oy | a, rrr cere He hewwecemnee [SaaS RE Rae | SASS See [A Renee a aes 30.8 iia SemmgeNa Sh ‘lila daii dae ecaiicnianiiiiies: wean a aca s fee ae 
ye ees | | ene 148, ~~~ --nnnnn-| noon nn enn =o nnn nn nnn [nnn nn manna | ann mean = anenenn nn sa... onde: sebastien vias. a 
ee eae) er a ee See ra tt enn | em ei mn (LD SORRY TIER Kotrcinee: RE DR "815 | memeraien 
Arid, 22 G6 ADT 20 cso tection sein A maniac Mitre apa asees RIREETS SARE: aa Ramee jennie aa ee ees ee ee 
SS ee SS a a Po rs | | | 
ADC OVGC ARG. ot eso ee OLS facncunuans- |----------- |-onnnnnan= Cine Nemes, pee emaeaAaT -. ee | ee ee ee | iar seaaeonast epareeesasmack 154 | tc aphasins 
hs eee ee a ee ee ee el ee 8 | 1g |. CO | iain 1 acs 
Ee Ng Boe at a eee ‘caneSeaaeRS 2 | i 8.4 f = 8.6 [I a: 5 ae enn amen 85 | 17.6 
May 13 to May 20____....................._- 1 iy Sanita, Setepeennats 3.5 a 6 33.6 2.2 [-----------| 36.4 |nwraaeenee|-n--a- == .854 20.4 
May 20 to May DT hate ect Oe nie ES a and oN pecan eke res eee fn a as .76 0.64 |---------- ---------- 49.80 Lf | oi | Ah eR Sere ene 791 13.7 
May 27 to SURTVO) ~ b  e  G! 556. Sea OE RET, |e eae ET eee 11.80 1.0 aia ae SE a ai eee eces 72.80 32.40 wa --------- 40.40 | ed .93 20.1 
per a lf oes fe | tac |———_——_ | ——-___— } --—_—_—_—_ | — ———___—. Satan pesienieanent eee (eae 
May average... | Lh a Sean 4.17 Fi ve Oe ene 47.68 | ac Seen eee | 87.92 Pr OSTE, eae ANEOe 821 16.8 
June 3 to June ‘nse eee eee Oe _ sued elicit atincecmaiaeteha 14.€8 US at Sees i ane 73.2 | tS Se I Sennen 0 eee 88 20. 
June 6 to June 12___._._............_______. | Stat)}90 shut down. — j_______ | SSNS Sees eA an eReR SR: Ne ORNS, 17.7 
OURO FS TO TU BO a asec teerttienereecnence EE ee eee) een Teer 2.2 -60 4. 80 29.5 nn ee a en Soa 85 | 20.5 
i ee cae rn ena | a Cer eee, cane ar 2.64 -56 -4. 80 36.8 9.2 ie accent 7 i ae epee .90 26.6 
AUWHO 78 C6: DUG  Gaereceeeseeeey Be  lhnwaecspmnellaeeierinaate 1.44 56 2. 88 29.2 a Sanne | ee i actlasdastecteet .83 | 25.5 
IP Toes ea eee abo amex oaaiones mer ae | ag I | | 
Jiine average.......___._._-__............ 14, ennnnwwawa=|oenesenen 5.29 71 4, 16 42.1 an ee | a [pescomreanee .865 29.1 
ET — —- | re ee — ee are | aoe eed | ! { 
July 5 to July 12.22. occ cocceme see cecese nn ee 2.40 .40 3. 20 25.2 Sa. Co eren a Cane ee -90 21.9 
MI ES ES OIG BG oc ericrtneremiipirsias cine Si SERRE RS 2.08 .32 2. 08 30.4 9.2 |--~-------- eee Te .84 25.1 
duly 10 to July 26................-............ Pa CONE SEES 2.32 .48 2. 72 30.8 5.6 | on ee a Ss SER .863 20.7 
July 26 to August 2-____----- A eS Be ieerinia 2.40 .80 2. 24 a | as Soe ee ae 25.6 
PRE ORO cies ee earmimncnctes 2 2 Seana oaemon ent 2.3 50 2.56 fn? 2 re i ee Se 874. | 93.3 
August 2 to August 9__................... 37. it. 26. 4.20 | .60 1. 76 34.4 nanan 2 a. Sere ner eee ‘St 22.8 
August § to August 26._- 86. 22. 64. 1.60 —-.80 5 Se coe eee ri rel ice a cs a niece] 663 | 98.8 
August 16 to August 23________-.___________ 126. 61. 65 5.4 | .96 2.\24 36.6 10.8 12.8 cr 5 il is ees .64 20.8 
August 23 to August 30_____________________ 71. | 21. 0. 4.2 | 1.0 25 85 39,6 11.8 cet a ce | | oe eee Roeceeneeie .79 24.9 
August 30 to September 2--__________________ 90. | 16. 4.0 6.6 .60 18 | .10 63.2 ! 21.2 22.8 1 ie Sl (mien Salat .65 29.4 
August average__._...................... 108. | 33. 56. | 4.4 792 | 1. 46 46.5 | 14.6 15.8 CN Si, eC, Ree eee, .72 29.7 
—_---> <<} ——_-——_ | — —- |— —_ —— teint geen ee — 
September 2 to September 6______________. | Outsi de sprink|ling filter ‘resting. 17.3 
September 6 to September 13___._..._____ _ 158. 84. 74.0 | 7.2 1.6 .30 05 55.2 22.4 17.6 | LS | 2. ee eee rae | 61 20.3 
September 14 to September 20.____._________ 88. 8. 80. a j #9 .16 24 52.4 10. 22. a a eee Te 85 20.5 
September 20 to September 27_______________ 40. 14, 28. 2 i: Seer .10 1.85 32. 7.4 | 15.2 SS) Ses REN eS 90 18.4 
September 27 to October 4____......._ 60. 20. 40. Dek Nees eee 14 .76 Fs EE eres eee 16.8 11.6 [ro--------|---------- | .90 14.8 
September average__..._._____ 86.5 | 31 55.5 4.0 | 1.20 175 725 42. 9.95 17.8 te i oe | aoe | 81 18.2 
October 4 to October 11____-___._-_______- 116, 36. 80. | 1.6 8 .16 1.3 48. | 13.6 an nn oe Serres 8 16.8 
October 11 to October 18___-..-.--_________ 118, | 20. 98. | 2.4 .80 .16 1.8 538.2 | 15.2 oe ae aa. ae) een | Sianeli 85 11.5 
October 18 to October 25__________ 2 inte Oaeridie 110. | 6. 10k, | = 5, .60 16 2.8 52.4 | 18. 18. 1 i Seen, Senne .80 8.9 
October 25 to November 1_____........_____ 108. 36. 12: 1.6 .80 16 1.3 49.2 17.2 14, 7 i i Se 65 8.0 
MOCO WV ORIG a asccciciasr een een 113.0 | 24.5 88.5 | 2.65 | 57 .16 a7 50.7 16. 12.6 | 22.1 |---------.|----------| 78 11.3 
ee ee —_— —_— | _-_ ae Renee 
November 1 to November 8_.--.-.-.-.----- 156. 40. 116. 4, 1.6 -20 1.3 58.4 1S | 196 | BO |u| ___| .69 10.8 
November 8 to November 15_......._____. 276. 84. 192. 3 2. 1) 2.7 51.6 16.0 16.8 |. 4 2. eee Rn, .63 11% 
November 15 to November 22.___--__________ 164, 64. 100. 7.2 1.6 40 | 3.6 53.6 9.6 22.8 Ss Seay aa | 98 7.8 
November 22 to November 29... 88. 4. 84. 1.8 1.4 .40 2.1 50. 2.8 | 17.2 | a es ae MN .83 6.1 
November average___--.___.___._______. im | 4s. 193. 3.75 | 1.65 30 062.4 |B 1.3 | 191 a) ans 72 8.95 
OT | ese —_——. eee ees _ a a Se 
November 29 to December 6_____-__________ 72. 12. 60. 1.6 1.6 .40 2.8 04.4 14.4 26.0 | A es ane eee 71 4.5 
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side, however, a slight bacterial jelly had formed; the 
surface of the gravel was apparently too smooth for either 
suspended solids or the jelly to adhere to, and the stones 
became progressively cleaner toward the bottom of the 
bed; on the upper media many worms lived but gradually 
decreased toward the bottom; the cobbles above the brick 
underdrains were very clean, upon the sloping concrete 
floor small pebbles had fallen through the cobbles and 
formed dams, which had prevented the free flow of the 
effluent, and caused the deposit of solids in a layer about 
one inch deep; it was similar in appearance to the de- 
posit in the slate bed. An examination of the number 
of bacteria (on gelatine at 20° C. in 48 hours) in the 
bacterial jelly showed 9,240,000 per gram wet material. 


20-6, 5 feet of $ inch to 24 inch trap. 

The top stones are similar to those in 20-1 and 20-2, 
beneath, the stones are covered with the bacterial jelly in 
which large numbers of the larvae were found; the humus- 
like deposit was in much smaller masses than in the other 
beds, except 20-2.’’ 


It will be noticed that those beds most clogged at this 
time unloaded least on June Ist. © 

It will be noted that the shallow, fine media beds (20-5 
and 20-6) were being operated at a higher rate than the 
other four beds, that the effluent from the latter was sat- 
isfactorily oxidized and therefore the beds were capable 
of treating larger quantities of sewage. 

The usual method of increasing the rate was by re- 
ducing the resting portion of the dosing cycle; but if this 
had been done beds 20-5 and 20-6 would have been over- 
taxed. To obviate the difficulty caused by the limitation 
of the dosing apparatus, these two beds were rested 
during the daytime, the contents of the dosing tank being 
discharged upon four instead of six beds. During the 
night all six beds were in service. 

The net rate of operation under these variable condi- 
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tions, over a sampling period as shown on the diagrams, 
is &@ Weighted average. 

This mode of operating the filters was diametrically 
opposite to that adopted for the lower filter and resulted 
in greater variation of flow from the underdrains than 
that shown on diagram No. 12. 

As the weather conditions were ideal for the filters 
during August, the crude sewage practically normal, and 
the only variable the irregular methods of operation, any 
change in the effluent ought logically to be attributed to 
the latter cause. 

During this period of irregular operation, which approx- 
imately covers August, the filters were yielding an effluent 
containing generally about the same amount of suspended 
solids as there was in the influent, except the slag bed, 
which unloaded all during the month (details shown on 
diagrams). 

The formation of nitrates steadily decreased all month, 
except in the fine limestone bed, until at the end of the 
period of irregular operation, the nitrate content of the 
effluent had become almost negligible. 

The relative stability of the effluents indicates the daily 
change in the ability of the bed to oxidize putrescible 
matter; and the evil effects of irregular operation may 
be seen by an examination of the diagram showing daily 
relative stability where it will be noted that the effluent 
from the deep fine limestone bed which had been uniform 
in its high stability became irregular, reaching .50 as a 
minimum; the coarse limestone was similarly affected, 
reaching .42 as a minimum. 

The stability of the effluent of the slag bed had been, 
prior to the irregular operation of the beds, becoming vari- 
able and during August the variableness of the effluent 
increased; the coarse trap bed was similarly affected; the 
fine trap bed yielded a stable effluent on Sundays, when 
the influent was quite dilute, but on week days the effluent 
was constantly putrescent. 


Taste No. 25. ° , | | 
Analyses of the Effluent of the Outside Sprinkling Filter No, 20-2—9 ft. of Coarse Limestone, 
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Although the chemical improvement in the sewage, by 
passage through the filters during this period, was inade- 
quate, there was a high percentage removal of bacteria, 
as may be seen in Table No. 12. 

During the period described above, a filter was being 
built in place of the dismantled gravel bed. A mixture 
of broken stone on hand from the fine and coarse trap 
beds was used and made four feet deep over the same 
style underdrains as before. Iron turnings in amount 
equal to 0.1 per cent. of the weight of the total media 
in the bed were added to the upper three inches of the 
broken stone. (See Dunbar’s ‘‘Principles of Sewage 
Treatment,’’ page 173.) The trap media was covered 
with a layer of gravel about two inches in diameter to 
maintain the clean appearance always made by the old 
gravel bed. 

The experiment on irregular operation, while instruc- 
tive, produced unsatisfactory results, and before begin- 
ning under new conditions the beds were rested four 
days, operation being resumed on September 6, 1909. The 
rate was made nearly the same on all six beds by adjust- 
ments of the dosing apparatus and the beds operated as 
regularly as possible. 

For the first two weeks in September all of the beds 
unloaded somewhat, but not in the excessive manner 
of June 1, 1909, heretofore described. The tine limestone 
and the coarse trap rid themselves of more stored solids 
than the other beds; the two shallow beds, 20-5 and 20-6 
unloaded the least. 

During all of September nitrification was very poor in 
the fine limestone bed and in the new 20-5 of trap mix- 
ture, but in the other filters after the unloading nitrates 
steadily increased. 

When started up after the four days’ rest, the slag | 
bed was the only one which produced a stable effluent. 
An examination of diagram No. 21 will show that as the 
filters commenced to unload, the relative stability of the 
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unsettled effluents became lower, but after the unloading 
all the filters (except 20-5, which was not one month old) 
produced stable effluents, from the two limestone beds 
and the coarse trap (20-1, 2 and 4) becoming uniformly 
of high relative stability. 

During the first week of operation after the rest, the 
efficiency of the filters for removing bacteria was 
lower than during the two preceding months, but com- 
pares favorably with the results of the Columbus, Ohio, 
Sewage Disposal Works at the same time. 

After the unloading of solids the percentage removal 
of bacteria was much higher. In the new trap bed, 20-5 
(not yet mature), bacterial efficiency was very low. 

In order to determine the amount of humus stored up 
in the sprinkling filters during their six months of ser- 
vice, on September 27, 1909, 3.04 cubic feet of media were 
removed from each of the beds and the voids determined. 
The stone was then thoroughly washed, allowed to drain 
and the voids redetermined. It must be considered in 
studying the following table that all the observations have 
shown that the accumulation of humus in a sprinkling 
filter is greatest at the surface and decreases with the 
depth. 

In removing stones for this observation it was imprac- 
ticable to dig deeper than about 24 feet and therefore the 


observed conditions are much worse than if representa- © 


tive portions of the entire depth of the media had been 
obtained. 

During the autumn and up to freezing weather no un- 
usual phenomena were observed, the fine lime-stone bed 
unloaded during the first week of November, the slag bed 
unloaded heavily about the middle of October, and the 
other beds generally stored solids. 

The effluents from the fine lime-stone bed and the coarse 
trap bed (Nos. 20-1 and 20-4) were of higher relative 
stability than the others, but even these two were not uni- 
formly stable as in the summer; the coarse limestone and 
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the slag were lower and less uniform than in summer; 
and the two shallow beds, 20-5 and 20-6, produced effluents 
of the least relative stability, the average being raised by 


the dilute Sunday sewage. 


TaBLE No. 13. 


Examination of the Media of the Outside Sprinkling 


Filters. 

Percent Voids. ¢ oa 

ag 

e oe 7 a 

2; €| €| S| Fp 

p _) om .- oa os 

3 cry ao.) bm. & | 2p 

oS ) 8 1 28 q 

~ = = = = 22 

=) ag]; $.18 ga 

: o- Fe = a 365 
z, a 7) a 3 A, 


eres | eee | eee | ee | ED | 


n if 


20-2 50 49.1 46 3.1 75.4 
20-3 52 51. 48.8 7.2 | 160. 

20-4 47. 47. 46.2 0.8 81. { 
20-6 45.7 46.2 89 7.2 53.2 


%-inch to 38-inch Nmestone— 


first foot very dirty; cleaner 
below. 


2%-Inch to 4-inch limestone— 


first stones quite dirty, be- 
coming very clean in places 
below. On the clean stones 
many worms. 


l-inch to 8-inch slag—the upper 


surface of bed covered with 
oscillaria, especially luxuri- 
ant near the nozzle. The 
upper foot of media very 
dirty, especially so in the 
ring of maximum overdose. 
Beneath, dirty. 


l-inch to 3-inch trap, cleanest 


stones of all the beds—only 
upper layers dirty. Large 
number of worms present. 


¥%-lnch to 2%-inch trap—the 


humus is quite evenly dis- 
tributed through the media. 
Second cleanest bed. 


On December 8, 1909, freezing temperature began and 
continued until December 13th, the lowest temperature re- 
corded was —6° C. No change was made in the operation 
of the filters on account of this low temperature, but the 
formation of ice was carefully watched. 
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The nozzle serving the lime-stone beds discharged under 
a slightly less head than the other and consequently did 
not throw quite as far; ice formed in the four corners 
so that the open area was slightly larger than a circle 
whose radius was the distance from the nozzle to the side 
of the bed. 

The two trap beds (20-4 and 20-6) had ice in the corners 
to aslight amount; the slag bed andthe mixed trap were 
entirely free from ice; in the case of the slag bed: it ap- 
peared as though an internal heat prevented the formation 
of ice, for during the ‘‘rest’’ of the dosing cycle this bed 
‘‘steamed’’ more than any other. The smooth surface 
of the layer of gravel upon 20-5 was very unfavorable to 
ice formation. 

These four days of freezing temperature caused a de- 
terioration in the stability of the effluents which continued 
until spring, as may be seen on diagrams Nos. 21 and 22. 
From December 16th to 31st (except for part of Decem- 
ber 23d) the temperature was below freezing, for the last 
three days averaging —8° C. The formation of ice in the 
corners was the same as described before; the condition of 
the slag and coarse trap beds on December 21, 1909, is 
shown on the photograph. 

The average loss in heat, between the sedimentation tank 
and the combined effluents of the outside filters during 
December amounted to 3.6° C., but it must be remembered 
that the sewage passed through exposed 3-inch iron pipes 
from the dosing tank to the nozzles, and that the filters 
were small in volume. 

Upon two occasions <tudies were made upon the resuit 
of resting the filters in cold weather, the first on De- 
eember 20th, when the filters were shut down from 8.00 
A. M. to 12.00 M. during the cleaning of the pump. For 
four days previously the temperature had been below 
zero C. and the average condition of the effluent during 
that time is shown in Table No. 14. 

Examination of the effluent 15 minutes and 4 hours af- 
ter starting up again is shown in Table No. 15. 
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OUTSIDE SPRINKLING FILTERS.—Stations Nos. 20-3 and 20-4. 
December 21, 1909. 
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TaBLE No. 14. 


Condition of Outside Filters Prior to Rest on 
December 20. 


Number of Bed. 20-1 20-2 20-3 20-4 20-5 20-6 


Million bacteria per cc. in effluent 24 87 22 2A 71 46 
Percentage removal bacteria.-_.- 84.7 76.4 86.0 84.7 54.6 70.6 
Nitrogen as nitrates__........- 8 2.2 2.8 2.7 1.8 1.8 
Relative stability of the effluent. -62 61 61 .58 37 .40 


Taste No. 15. 
Condition of Outside Filters Subsequent to Shut Down. 


Number of Bed. 20-1 | 20-2 | 2003 | 204 | 205! 206 
Million bacteria per ce. In 
enlvént © <...5<2-26cece esl. .27 67 15 28 88 -30 
15 
minutes} Percentage removal of bac- 
after SOrlG ecco ee sek uo 85. 68.5 | 91.5 | 87.4 | 81.8 | 84.5 
rst 
dose. |Nitrogen as nitrates..........| 8. 5. 8. 8. 4. 4. 


Relative stability of effluent... .56 .62 -90 .90 .56 af 


Number of Bed. 20-1 | 20-2 | 203 | 20-4 | 25 | 206 
Million bacteria per ce. in 
4 GOMuUeCHE ccccececcccceccceesues 21 64 21 23; 1.1 82 
ae Percent. removal of bacteria_| 88.8 | 66.4 | 88.8 | 87.7 | 42.1 | 56.8 
first 
dose. Nitrogen as nitrates__....-...- 8. 2. 3. 3. 2. ae 


Relative stability of effluent_- .35 .29 .29 29 .23 .29 
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The second shut down was over Christmas, when the 
beds were not dosed for three days, from December 24th, 
1.30 P. M., to December 27th, 1.00 P. M. During this time 
the temperature was uniformly between 1° C. and —2° C. 
On December 25th a very severe snow storm commenced 
about 8.00 A. M. continuing for 24 hours. The wind- 
shields caused heavy drifting, 30 that some portions of 
the beds were covered with snow three feet deep. Upon 
starting up, the sewage slowly melted the snow so that at 
least by the following morning they were entirely free 
from snow over the wetted area. Samples were collected 
every half hour after starting and examined with results 
shown in Table No. 16. 

In order to show the quality of the effluent before and 
after a three days’ rest in cold weather there is given in 
Table No. 17 results on December 24th and average of 
December 28th and 29th. 


Taste No. 26. 
Analyses of the Effluent of the Outside Sprinkling Filler No. 20-8=6 Feet of Slag. 


PARTS PER MILLION. 

Suspended Solids. Nitrogen as— Oxygen Consumed. se x 
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TasLe No. 16. 
Condition of Effluents of Outside Filters. 


Two Days 


Bacterla. 


at 20 Degrees. 
Million Bacteria per 
at 20 Degrees. 
Per Cent. Removed 


Putr. in Hours M, B. 
cc. Gel. 


No. of Bed. 


ee | ene | 


3 
limestone. | 2 5 
1 


20-2 
9 feet of 


coarse 
limestone. 


Ce a ed 


eve ee es [eee eee [cece ane 


12.7 


20-6 
6 feet of 
fine trap. 


Very dirty, rotifers, amoeba, para- 
mecilum, and small worms. 

Dirty, large particles, very little ani- 
mal life 


_-----|------|--.---| Dirty, no animal life. 
.84 | 23.6 | Normal appearance. 


Very dirty; rotifers, amoeba, para- 
mecium plentiful. 

Much cleaner than 1 P. M. sample; 
few animals. 

No animal life. 


‘98.2 | Normal appearance, 


Dirty; only a few animals, mostly 
worms. 

Cleaner than 1 P. M. sample; no ani- 
mal life. 


16.4 | Normal appearance. 


Very dirty, rotifers, amoeba, para- 
mecium, and worms. 
Cleaner than 1 P. M. 
animals. 
Normal affluent: 
mostly worms. 


sample; same 


few animals, 


Very large flakes, only a few para- 
mecium. 

Same appearance as 1 P. M. sample, 
but no animals. 


Norma! effluent. 


Slightly dirty; no animal life. 


Normal] effluent. 


80 


TaBLE No. 17%. 


Condition of Outside Filters Before and After Shut Down 
December 25. 


Filter Number. 20-1 | 202 | 203 | 204 | 25 | 206 
Million bacteria per cc Before .80 42 | 84 $1 .83 67 
in effluent ---------- —|latter.| .34 44 .37 AT 82 82 
Percentage bacteria re|{ Before) 84.5 | 76.7 | 81.2 | s8. | 51. | @2.9 
moved -..------------- Atter-| 88. | 78. | 81.5 | 76.6 | 59. | 84. 

Before 2.5 2.5 8.0 2.8 2.0 2.6 

Nitrates _..........-....- 
; After_| 8.25] 3. 8.0 | 3.9 | 20] 8.5 
Before 44 45 45 37 25 25 

Relative stability -.....- 
After _ 41 29 .ol 30 26 26 


Considerations prevented the sludging of tank No. 10 
during December so that the influent to the outside filters 
was a much stronger sewage than usual, as may be seen 
in the diagrams. 

During this freezing weather, and unusually strong in- 
fluent, the beds were storing suspended solids, and ap- 
parently were unable to oxidize and digest the organic 
matters; the natural result followed; on December 12th, 
the fine trap bed (20-6) was noticel to be pooled in places, 
next the fine lime-stone and slag (20-1 and 20-3) on De- 
cember 23d; and on the following day, the coarse trap 
(20-4) was noticed to be in that condition with the slag 
and fine trap growing markedly worse. 

The beds were all shut down from the afternoon of 
December 24th to the morning of the 27th, during which 
time a severe snow storm completely covered them; 
this prevented any possible drying out, and as the snow 
was melted by the sewage when the beds were started up, 
it could be seen that 20-3 and 20-6 were pooled as badly 
as when shut down. | 


Suspended Solids. 


Dates. = = ie amas a = 
1909-1910. ‘ | 
S | 
. e 5 wn 
a ; = 2 2 g | S 
& > 3 = 2 . a 
5 ° ha ° i Fa = ra 
H | = = > ey Zz ZA 
March 26 40 ADT Qucccccereccce nan mennee 64. | -----------| -----------|----------|----------|----------|---------- 
April 2 to April Sisecemmscscuscceweesennen MW), | -----------| -----------|----------|----------|----------] ---------- 
April & to Apr) 16... naa-snseneseswacere ) Wad. |-----------| ----------- |----------|----------|----------|---------- 
April 16 to April 22_....-.--..-------sessse=s 42,0 | ------- 2-2" | --------- ==] --- oo nooo +] --- 22-2 ==] +2 ee ee] == == 2-20 
April #8 to April 20....................-.---« 108. | ---------- | -----------|----------|----------|------+---|---------- 
April average.............-...--.-- 4------ 89.6 | -----------|-----------|----------|----------]----------|---------- 
Mp CO 1G: ORS Bcc creme nrcemninnnin 58, | -----------|----------. | ------=---|----------|----------]---------- 
May 6 to May 18.7 22...........004.-2..----- 17. Cd eee 37 \ 2 | as eee ee See nen 
May 18 to May 20..2ncsncncccccee ence ce ee eee Ss ee eee eee eee ee 4.5 Ee ee warsatiisanaes 
May 20 to May 27 ....-.--.-+<.ssekavernes=os| xosegeasns pececencwon | Sseceeeene- 2.88 OTS + |cavmaadonal swomenmman 
May 27 Oo JURE Soccennemccnnonennnnesmenae | 808. 522 286. 7.20 BE | iminnsnmnrmnntinw  cdiadeoisastabaehe 
Ee Cr niclaraccrntind inc cee meinem | | Sh es |< eee eee 4.57 TRG EUDE . ( Pirccincapssassdiecad Heridaieetmcasziahe 
Se ee oe St ah ee ee Serena se Sane Sree eNan [Sen ener anes: rocee een eee 6.48 fn ee ee 
dune 6 tO June 18. cwnacsonscesncececsenies | Shut |down. 
dune 12 to Jutie 20... ..0-nscencacsemawne= [ Ft.  Leeesepiens laine 2.48 72 | 4. 80 
Jane 20 to June 27_........-.-.---------4a<0%0 He lnshinmirsiabnces er 2.12 0.68 4. 00 
June: 87 tO PUIG Soce cee ne entene| a Cree oe 2.40 1.20 8. 20 
ee TO a, ne fee 8.37 1.03 4. 00 
July 6 to July 22..2---.--2.----------.-. |. Sane Pomreecrne: Bnet 8.72 1.08 3. 20 
July 12 to July 19--------------------------- z 15. 57 3.60 0.80 2. 40 
ste 1S BO aDIY BO w ne ercemeannicnnaemnes tO ere Re en 2.68 1.00 3. 52 
UE SO HG UTE ae cecestesszansecssercarerenninonstnras 60. 2. | 58 3.52 SEED. . Peidiemrbemedans D serpaizgripouainas 
July average________--___- RE ET OL | i rc Seceanteacan ie 3.38 1.04 3. 04 
mapust =F tO AUGURE Gece cewneuncues!) coopmemes mawemen deem bomwiamceiaiae 4.08 1.12 2./56 
August 9 fa AUBUBD 16.6ccc. cccsnnereewese: 81. 30. 51. 4.48 1.12 1. '/92 
Aurust 16 to August 93..........--.0nssans 76. 36. 40, 2.80 1.10 2.40 
August 28 to August. $0...-................. | 96. 32. 64, 4.7 1.30 .30 45 
August 30 to September 2.-.................. 52. 10. 42, 3.0 .20 24 25 
MORGEE BVOTORCS niece eeciyeruen | 76. 27. 49, 3.81 97 1. 62 
September 2 to September 6 __-__----------- Shut |down. 
September 6 to Sentember 13__-_----------- Mes erreataties neal mamta | 4.4 2.6 40 1.6 
September 13 to Sentember 20__------------- 153. 53. 100. 8.0 1.6 24 3.0 
September 20 to September 27-_-...--------- 84. 28. 56. | 4.8 .80 .20 2.3 
September 27: to October 4.-..-.-.-.-.------- 48. 16. 32. a ener 18 3.3 
September Hverage.......0..--.ecsneens 95, 32 63. 4.9 4 iy | 255 2.55 
October 4 to October 11_-___--------------. 76. 10. 66. 2.0 1.2 15 3.8 
mecoper 1) to Oconee Tey csncoccameecnesnst) aesoaacacnak Geonames ipa aed eae 3.0 41.0: .18 2.0 
RP CEIIOE Te TE IO ice necieerecermaen |) ceri atonal peach een bernie eomioraaleaareimined 3.4 .60 .26 B.2 
October 25 to November 1. -----_----------- 86. 82. 54. 2.2 1.0 .26 aay | 
RIETOOGE BREEN BOs occa icecream 81. 21. 60. 2.7 | 95 | 21 | 2.9 
November 1 to November 8_-.---.--------- 68. 8. | 60. 5.0 1.4 125 5 
November 8 to November 15_-__.-_--------- 68. 8. 60. 4.0 1.6 -| 85 8.15 
November 15 to Noveinber 22_-__--.-__------ 68. 16. 52. 3.4 1.4 .40 3.10 
November 22 to November 29___---__--.----- 64. 0. 64. 8.2 1.6 .30 2.70 
November average__._______________------ 67. 8. 59. 3.9 1.5 | .82%) 2.48 
ee ee ee eS ee eet seer wi ee =i) = 5 = ae eee ete A peer eee eee eee | ee 
November 29 to December 6_-.------------- 52. 16, 36. 2.6 1.0. 185° 8.t 
December 6 to December 13___-...--------- 68. | 36. 32. 1.4 1.8 .30 4.2 
December 13 to December 20_-._..-.--------- 60. 12, 48. 3.0 1.8 22 3.7 
December 20 to Decemler 24._-___-_____-__-- 76. 24, 52 4.6 2.0 20 i ae 
Decemter 24 to December 27_...-_..-__-_._-- Stati) 
December 27 to January ae a RE 68. 12, 56. 4.4 2.8 .20 2.1 
December average-__._.-...-._--..____--_- 81. 25 56. 8.2 1.9 25 2.9 
January 3 to January 10_-----_----------- $2. 0, BR 5.8 3.0 20 | 1.8 
January 10 to January 17__.-_-_----_------- 16. 0, 16. 4.8 2.8 25 1.7 
January 17 to January 24.-_--_._______----- 12. (0. 12. 6. 0 | 32 1 7 
January 24 to January 31_---....-.---.----. 14, 0. 14, 3.4 2.2 40 3.1 
January average______________ aloe decree cent 18.5 0. BIN: Wecticiicicteacco ol ie Comins 292 > i | 
January 31 to February 7,--_-......_._.__- 20. 0. 20. | 3.4 1.8 40 3.6 
February 7 to February 14_____--_-_______- 20. 0. 20. 4,4 2.8 45 | 2.5 
February 14 to February 21___--____________ 36. 6. 30. 5.2 1.6 0.30 | 2.2 
February 21 to February 28________________- 112. 32. 80. 6.8 _ 2.0 .30 | 1.2 
February average______..-_.-_.-__------ 47. 9.5 | 87.5 4.95 2.05 36 2.4 
| 
(a me y o g ee ee — — — eeiaest ey ee) 
February 28 to March 7_..__-__.____._-___-- 66. 4, | 62, 46 | 1.8 | 80 3.9 
pe ae ee Es ee 64, 14, 50, 1.8 1.8 40 3.6 
mepten 34 £6 Maren 91.26 cio ce cn ec eee 60. 4, 56. 4.4 2.4: | 45 3.5 
March 21 to Mareh 28______--__--______- ee. 88. 10, | 78. 6.0 1.6 45 1.05 
PROTO Me TO ADT fone one Stati 
PUBUCT, OVCTR RE oo ciiciiiacninimicinems abusers 69.5 8. 61.5 4.2 1.9 .40 2.84 
Pose Me Eee 2 es) | a Sc a cee eee 254. 106. 148. 10.2 2.6 .80 8.2 
AGT Ti $6 ADT Wess ecncnuncnnmmascemes 160, 56. 104, 30.8 1.2 40 4.1 
Apt 18 tO ADT Bincc nn ccc ckcccemneuneence 104. 48, 56. 4.0 0.8 30 4.2 
PATEL Fo ECE TT BO se eiieierrm re ede csovomnsortensccrmrcscne 108. 52. Ds: lhavinrcrtaninarsoeareecll ates erates ee eee 
April AVGTARE. 1. ninencnnnncenenenences 157. 66. 91. 15. 1.5 .50 ‘3.8 


TaBLeE No. 27. 


PARTS PER MILLION. 


Nitrogen as— 


Analyses of the Effluent of the Outside Sprinkling Filter. No, 20-4-——? Feet of Coarse Lrap. 


Oxygen Consumed. 


‘a F is 
e k=] i = 
= = a . 
ES i} 
=m D } PA a Ce, 
48.8 a | oe ee 
8 | iG | 88 |......\-... 
37.2 ibe i anaes DIO eccneccrernal axawcarencetne 
42.8 Te a | a ae vine caceecd 
eters etal trated Se ae 41.? Seta SIE see teh 
41.4 | 13.7 sabcatabiieniediclecis DE ar: ‘Weddell esas tabiestatsabste 
eRe eens Senn nRiaee Se 
44.0 | ‘a, Ce a eae 
he A a ees eee i fe Sones meer iie 
42.00 | ri, ee 2S ee” 2 a a ED 
109.2 | 64.8 |---.-WW-.- re a re een 
60 a): a En Oe ee a 
| | 
eet sol acrealeemais “| | 
52.4 Be ee | A Ws Bd cence 
ef ie Cok el en oes 
28.8 i... 24.0 |... sno 
32.0) i a ree ae se eee Tide ones tg 
35.3 a oe | “LL eee a ee 
47.2 i a ree 
40.8 2. ae ih an ae ener | 
26.0 6.8 | 10.8 oe eae Seay 
32.0 72 | | a ne a 
—— eee ee — — | 
39. Bt” tees!’ SOE. levees ees 
Ca ee 
"$5.4. | 24 © 7 ik: ae Sa eantnetenn 
55.4 24.9 Wi Ne cael sented 
54.0 8.4 5 ne: an Cleenaes aenenenens 
48.3 15 14.7 eee oe 
 5a4 | 16.8 | 20 | i ie eannies semiennen 
68.4 21.2 6.0 “a cnet weary 
38 .2 9.4 17.2 TE Make ccsumma Pacaenciaacroces 
39.6 11.2 13.6 TA ivccsecasmnnsiclliccarnncacourere 
49.7 14.7 19.7 1S, a ee rane 
46.8 100 | TOR | BEM se. cenee Reese Cee 
51.2 Se a a) i eee eee 
56.0 20.0 it nn a | tr ren Sn 
47 2 12.4 15.6 | yf: a Dio chceida te neck 
50.3 12.2 16.3 1 Sh re Cees 
58.0 4.4 21.2 1 Ah es ae eee 
46.4 9.6 | 16.8 Tk i er pee | 
44.8 8.4 | 16.4 SE A CE Sanaa 
46.0 0.0 13.6 At an rs arn 
SS | ee ee ee 
48.8 8.1 | 1". oe ae RES Anas Se 
62.0 16.2 | 21.2 Ce: a ORG Rea eae 
72.4 12.4 31.6 eee seen 
52.0 3.2 27.6 21.2 i, at hts 
56.4 11.6 91.9 23.6 130.  |_-....-- 
on shut down. | 
2 5 17.6 | 24.4 i a ae | 
| | 
ORDERED: Sooke Aa ONER LIM iaceeieed 
58. 9.5 23.9 94.6  ( 
51.2 6.4 14.0 0.8 110. 14.0 
52s 10.8 15.6 26.4 85. 19.6 
46.4 7.2 21.2 18.0 140. 10.4 
48.0 7.6 18.0 29.4 65. 9.0 
49.6 8. 17.2 %4.4 | 100. 10.8 | 
46.0 6.4 18.4 “1.2 | 65. 10.2 
46.0 6.8 16.8 29.4 80. 11 6 
48.0 9.6 15.6 99.8 80, 17.0 
56.0 6.8 24.8 24.4 165. | 22.6 
49. | 74 18.9 29.7 | 97.5 15.4 
45.6 8.4 18.0 19.2 100. 9.6 
45.6 7.6 18.0 20.0 100. 16.8 
44.8 10.8 16.4 17.6 105, 15.2 
44.4 10.4 15.6 hein 5.4 
on shut d own. 
45.1 9.3 17. 18.8 102. 11.8 
80.0 35.2 21.6 23.2 340. 16.8 
55.2 19.2 24.4 11.6 130. 7.0 
45.2 17.2 10.8 17.2 95. 7.2 
42.8 7.2 18.0 17.6 en Cere 
55.6 19.7 18.5 17.4 174. 10.3 
J 


Relative Stability. 


RELATIVE 
STABILITY. 


SS 


RAwwyese 


Ws 


SSO 
Sw 


~S 


SWqgqu 


SPRINKLING 


SSS 
Ue Whee 
SSS 


LAH? 
SSS 


QE 
VLE SETS. 
Ne 


LLDPE 
DQ 
eZ _, SCARE 


YALE EEE 
ANSE 
dabbbdiihd 


WAY 


WL. 


“SS 

ADOERATOES 
RVnw 

_ SH 

Ws Be 


COLTVLS 


DIAGRASI NO.18 


~ Bare 


l Tl Fa TO Ee sail Pa 
| | 


RWw 
WMH 


SW 


SS 
RWS 
Woe 
Snr 
WS 
RVOy 
SS 
WOW 


BSSAay 
RSS’ 
RSs 


SVS 
SSS 
SRA 
SQr 
AKC 
SSA 
TRAVV 
RAVE 
DAs 


WV 


NIILWUI ON 


ORGANIC. 


SSAV{Qn 
RSSBVMiom 
PLYGAAL 

SS VnnVNn ww 
PSA BAA sw 


MA 
MAAQv 

SS Aoer 
Wa $°» 
SSERO®H 
SA 
WAIN 
WY SOY 
RVVax°°onyww 
RAQA 
MAMABAAVK 


nn 


RAVAN 
RASA AAAS MWVy 
SRAAEANANAVAN 
TRAST 

Raw 
Senay 
RPVVQVaa aay 
WK 

RX AAAAANH 
SSSIAW8wWgqg 
RMAQQony 
BAVA 
RSQe 

WH 

RA iQsQsre 

RQ ASAASAnannr 


WVGVr_ mw s 
RNVVHoHNtO0dd) 
~~ 


PVwWwoNe 

SAssasss 

RMQAASAAIMOey 

SPGAASMAaw 

RVrngw°Aw®Ao Onn 
RSSSSVA_nyg 

Wy 

RWS 9° qn go 

SVM AawWan 

TVVa_BWBAAraAay ww» 
SRAAAISSWs A AO ABoOwy Be | NARAYAN 
APRIQMQVQaa _2unze 


rE 


SUSPENDED 


SOSH AAs: GF 


1 “TEMPERATURE 
* Cert 


9 GU Sj Ub wm € [42 2 I 


Meotc Zwornag 
ABVINVE aaenaoag 


rsz th Vin a 9 2 


BIW BAAN | BI BOULDO , NIGNI1dIS 


aNnan AV Tid ¥ 


ATHLS 


Vv if 


ASN 


HOBV I \Advonesy 


Tasizt No. 18. 
_ Suspended Solid Data For Outside Filters. 


SUSPENDED SOLIDS IN PARTS PER MILLION. 


Effluents. 
Fine Lime. |Coarse Lime. Slag. Coarse Trap. Gravel. Fine Trap. 
Period of Observation. 20-1. 20-2. 20-3. 20-4. 20-5. 20-6. 
1900—1910. aaa 

r= a r= o o o 

F a. 3 Pp 4 P 3 b : =) , =) - P 

3 g .| & z, 3 = 3 z 5 | F =] z ) z 

El/e@ re|ge| & 8 | & 8| &@|gs|]é& s| &| 8 

©) & fa oO: fx} 9) fx) @ fx) w fx) w fx @ 

November 29 to December 6..........._.- 140 72 72 0 96 | —24 76 —4 52 20 64 8 64 8 

December 6 to December 18... ....._._.. 192 112 68 44 104 8 100 12 68 44 100 12 56 56 

December 18 to December 20._.....-..._- 260 152 80 72 80 72 80 72 92 56 96 86 116 

December 20 to December 24......-..... 208 204 48 156 64 140 52 152 76 128 48 156 80 1% 
December 26 and December 26_-..._....._| Shut: down. 

December 27 to January 8...-.........| 200 72 56 16 44 28 64 | 8 68 4 82 40 & % 

Total amount stored__...--..-.._..-.. ae ee jena ORS: “Iecccceal “OPE! ee | 240 toa 228 + |.......| 812 |... $238 


T8 


82 


The storing up of suspended solids during December is 
shown in Table No. 18 and it is natural to expect that the 
extent of pooling would be proportionate to the quantity 
of matter retained in the filter. 


Pounds of 
Order of Beds as Revards Extent of Suspended Solids 
Pooling. Stored During 

the Month. 

5. feet. fine trap, 206.6 ic. ae cee eee ee 373 

4:feet fine trap, 20-fecs scene tides bcc scien sececaee es eee sek 354 

© feet Bla Sa ee ee ee eee 260 

8 feet fine limestone, 20-1.-.-.------ 2 ee 310 

7 feet coarse trap, 20-4... 2-2-2222 eee 246 

9 feet coarse limestone, 20-2... -..--- eee 242 


An examination of the condition of the media was now 
made with the following results: 


**20-1. Bed considerably sludged up with a grey de- 
posit; a peculiar condition noted is, that it does not 
completely bridge the stones and some stones are fairly 
clean, in a few places knots of the usual larvae. 


20-2. This bed is in but little worse condition than in 
the summer, except that the larvae and flies are much less 
in number. The large stones completely bridge voids, so 
that the sludging up cannot prevent large air spaces, 
which appeared to be connected and afford means of 
ventilating the media. 


20-3. The bed is badly sludged up with a black de- 
posit adhering tightly to the rough, porous slag and in 
places completely filling the voids. Almost no larvae and 
but a few flies. In a pit 15 inches deep and 6 inches 
diameter four broken pieces of slag were found showing 
the effect of frost. 


20-4. Badly sludged up with a black deposit which in 
some places completely fills the voids, but in other places 


Taste No. 28. 
Analyses of the Hffluent of the Outside Sprinkling Filter. No. 20-5—=4 Feet of Gravel. 


PARTS PER MILLION. 

ice Sordieusedaernhcoeeacalin satan ccc anacnes Sespeiacicoet _ diate — se a aes : _ 
Suspenced Solids. Nitrogen as— Oxygen Consumed. | rie ; 
@ 
Dates. ene eee ee | Se ere deisn a ecseeccias = 5 
1909-1919, | | s 3 
| 3 | é = © 
ov oO = wo wi | c ¢ S 3) = 

: e 3 Fe = g 2 gf = = S 3 ES 5 

_ S = ro) ~ ~ . ' ° 

-; £) 38 | @/] 8 | & : Si ei|ef)8tilg) ge: 

& &e | - é 3 z, 7, = Zz 5 a = Fa = 
sides: is _ 7 eoicnicebteie eee as | | |—————|\—— | ———_|—— a —- — —-———— - — —___-— 
March 26 to April 2_-------.__-______ 1Ge, tatemaccwe ene nena aon Sees bie eieeeceeaal Secmmennin 47.8 14, ee EN EE ELT NT SEEN 
April 2 to April 8...---.-.-.-.-.-.......... aa ceca Series MARR TEN CRC ae Ren Eo! TRS 36. i ae Ena a ee RS sone mee 
Meee, 8 66 ADT 1B occccccsuieaniwanenenanan- le ee ice tiigsai |p mtlaninl eho lane il a gclohaindactote 38.8 j 1 SS eee ar Se fie hectic av cesantemsgusus hon sécreteaanacin 
mort 15 to April 92... .-.---- eee Ms Isc rcpt fig tas aac fai as pictues eam abanieke its 40, Pe Vearwancencrecens | SS. cre een MR 9 certo dacierescaics 
April 22 to April 20.......................... LL. ee cae cit ot tla a gee ee | aaa a map ram ren arercerscnas ea wns ames cate cs armies te nate etre LU: Ah RE Rane. REVS Oe rernees | arias ee 

April avéraive................ _.....» .. 116. iS kaccsmgeel Sec Syceieosiene Roe aaa mim Siem eile ooo lene -------|---------- 40.6 11.7 |~---------- 28.9 |----------'---------~|----~-----|---------- 
Pg ie Gh a. |. ; a ee | RL SER: ATE CRY ssi bik hkl Vcr pio lt nse endlenth gp ll se Riese ccecaaaa | 47.6 | a Seen a an ehcp teats ain 5T5 ° 12.4 
May 6 to May 13 ON catct ae ctreani ede ia ca achat che 62. siraet aah i hat aates Ped ates acer teanid a 2. 1.7 (eat ais ab ay a ee hn Wet Se i a ken en wk 45.2 8.8 — ee we eee 36.4 ai ae | ia ad .495 17.6 
May 13 to May 7A | eNO eae Sopra SENT ee er ene Bie 6 slieerctaensls oct motto aden fod i optic eee 4.2 | ds . ‘wetemewecnst@lbeussareresc 57.2 | iS ae ere a rn | Sa ae aes 412 20.4 
May. 2) to May 27_........ | SRS ieee: 2.44 (2h es Mame 43:20 | 3.80 |--...~~-.-- a es 588 | 13.7 
May 27 to June 3........................... 86. 78. | 908, PACER] NO es eras belt nisin i ee ae TO LOD  ewereen aminsiuiomne 64 20.1 

ne eS ee ee a a ee ee a (ae 

May average____________.._.__._..._.- (re eae | 5.88 pS L: a ene Seeeereee eee 49.5 10,8 osewmecxuen $9.20 |o-a--5---- epee 542 16.8 
ie ELE TSI TEE Claas tas pn sacl hao selected oaks elected pases eco =| | | | | | —__ 
cc a a 7 a ne Seenneneee aaron ES Re LEN Smet ORE eee ee 2 on Seren | 38 20. 
June 6 to June 13._.__.___...__.__....._.... | Shut |down. SES ne men | Heimer enimrebonnm [nono ga nena an anna nee nen pone anne =) ---- 2222+ 17.7 
June 12 to June 20 Lo aia tested cic hccsat na eee te 1s Fl. eee ae a | INN ey ae 2 20 1.00 4, 80 32.0 | 6.0 : pe SS amass | 26.0 besser amarante lesinceanaancaiasie . 657 20.5 
June 20 to June | ET EON A OEE 150. 70. 80. 6.00 .80 3./20 36.0 G0 laces ewes cen | BD.0 | pessrseues|ananesomes| 02 26.6 
June IS to July |; ares Sens ee ane nIEeS Oy 42. be fio et ttt ces ties atesiie iSite 3.20 1.60 3. 20 38.4 9.2 [meee eae iemme om | 29.2 SE SS ieee St) teense eon ona 59 25.5 

June 1 0 | a a a rs Ol. Whe Wee 3.8 1.18 3./78 42.8 9.1  iiaiaimaamameia: | | aan Cee 587 22.1 
July 5 to SET) G a (2 a ee ees 1°0. | 39, | 90), 5.04 1.76 1,)92 46.0 8 a ee | 6 a eee eee 57 21.9 
July 12 to July 19_......................00” 7 | | 5, 3.52 1.28 1. |28 45.2 tS ae ae | 38.6 |..<----+.|~-.------- | 52 25.1 
July 19 to July 29.......... sss 80 7, 63 4.72 1,98 2.40 47.2 14.4 16.0 16.8 |----------'---------- 54 20.7 
gully 26 to Aneust 9... ence 74 19 55 Ole Fes 4.|00 40.0 10. | one ores 71 25.6 

MIUY WRCPROR: seer cepenese 88, 21. 65. 4.85 | 1.44 2./40 =. |-----------|-----------]+----------]-----------]---------- : Me ISaR eT | -585 23.3 

Se TS a yee teenage EE, ee i ey ey ee a a a aa an ee eee ee a ee | er psa Se 
August 2 to August 9______.....- ) | 22.8 
August 9 to August 16.................... Gravel |bed dism/antled; ne!w trap bed built --_|----------.|---------- a fii 22.8 
August 16 to August 23... ( | | | 20.8 
August 23 to August 30_____........ nA 99 32 2.5 o.7 20 50) 55.0 11.4 16.8 26.8 | .----.----|-+-------- 19 24.9 
August 39 to September 2._..... 50 18 32 3.2 1.6 14 10 62.4 8.8 30.0 | 2E8 essere eeeeeene 25 22.4 

August average.............._.._......... 52, 1). 29 | 2.85 2.15 17 30 58.7 10.1 23.4 a Cec en a are | 22 22.7 
ere cencnteli ania eae | | 
September 2 to Sentember 6_____.._-_____- Shut |down. = |------..---|-----------|-----~------|---------- [meer ncectaae Jnnene zona We 
Septemter 6 to Sentember 18__-.-..........|.. | 24 24 2K 32 F6.8 14. 26 AS | eee ees ere .29 20.3 
September 14 to Sentemher 20... ____- 1. 30). 40, 40 | 8 6 5 - 61.2 7.2 30 24, [ann ne enn |oeeseen eee 27 20.5 
September 20 to September 27_._._.....___.. 80. 16. 64. 4.6 1.8 35 1.85 41.2 8. 19.6 18.6 |.-----~---|---------- 460 (18.4 
September 27 to October 4.__............_.. 79. 39. 40. 1.00 1.4 28 52 47.2 13.2 18 16. | ----------|---------- (+89 14.8 

September averpge__.-_._ 74. 26. 48, 3.0 2.15 .29 . 798 51.6 10.6 23.4 i a eee Ree | 485 18.2 
October 4 to October 11__._...............- c., a; en ere 18 | 2.2 20 6 b4.4 12 9.6 82.8 |---------- ---------- 38 16.6 
October 11 to October 18__................. Oe den ee a 26 | 1.4 29 2.0 51.2 3.2 22.0 26.0 |---------- |---------- 47 11.5 
October 18 to October 25____....... a Se Sk F  setiinatneibod i 1.6 94 1.2 o? 11.6 20.8 | 19.6 |---------- Lins iwctonsentemr | 43 8.9 
October 25 to November 1__---_._.._._._.- 84 20, 64 2.8 2 24 96 44.4 8.4 1. | 20, | ---------- [omen aw 

CORUODEY BVCI AG cece pert ee " ) . e are 24 | 1.8 22 1.19 50.5 8.8 17.1 | BE fecyacmenes | arescacieansll acon | 435 11.8 
Seles tars Eaap ne ae Cae Og SO Ry ee, (DAY ee SL oe Som = sntemaaiicmancn ce fees oe eee ee ea eee ee ce _ hscabaccaaiecncmaeees 
November 1 to November 8.............___ 44 0 44 2.2 26 20 37 («#576 12.8 20.4 24.4 |---------- —- 36 10.8 
November 8 to November 154._.---.---.._- 136 8 128 5. 3 5 5 té‘<‘“ «CW 19.0 16 8 21.6 |----------|---------- 31 11.1 
November 15 to November 22.........______- RQ 29 K6 D) 3 39 : ee 5 6 18 0 18.8 |----------|---------- | 39 7.8 
November 22 to November 29............... 196 24 172 2.9 2.6 30 1.7 53.6 5.2 16.8 31.6 |----------|-+-------- 59 6.1 

November average__.___..__..... 116 16 100 2.4 2.8 26 81 50.5 8.4 18 24,1 |----------|---------- 41 8.95 
November 29 to December 6____-___.______- 64 32, 82 G 8. .30 1.2 66 16, 22. 28. |----------|---------- 39 4.5 
December 6 to December 13............__. 100. 48. 52. 1.6 8.2 25 t Sie 67.6 16. 21.6 30, |----------|---------- 37 0.1 
December 13 to December 20_______ igen eee 56. 1°, 44, ° 6 98 .20 1.8 54 2. 26.4 25.6 150, |---------- 34 1.0 
December 20 to December 24... 48. 16. 39. 6.0 | 2.8 20 Xe; 58.8 8.8 22.0 28.0 160. |---------- 28 —2.5 
December 24 to December 27_____.__....___- Beds resting 
December 27 to January 3_____.........____ 39 4 98 5.6 8.2 .20 2.8 54.4 6.4 19,2 28.8 160. | ---------- Sl} Oo] 

December average________________./___._- | 60. 29. 38. 3.4 3.0 OF | 1.6 60.1 | 9.8 22.2 | 28.1 157, |---------- 34 0.4 
January 38 to January 10__________.....__. 44, () $6, cen lew ee wee ee mascines 2 62. 9.2 | “8.8 | 34 10. 34.4 37 + 
January 10 to January 17_________._...___. “al m8. 0. PA | laeceesenlicaeeeetado! acemmcmon 2 62. 12.4 | 17.2 82.4 | 110. 24.4 38 a. 
January 17 to January %4____._.. epcectcn 16. 0 ee.“ Vege rs oN ated capa inseontiedinvaree 3 5” .4 10.8 | 17.6 24 190. 17.2 s a6 
January 24 to January 31______........ ___. 40. 0 Be Tie aden seemcressetg asin fasenenemretnnrasanies Peatolloc colic tth 4 57.6 10 19.2 28.4 110 13.4 33 11.2 

SANUBIY AVOTARC. on ocen nc cece, 32. 0 | a ee: | LEP eee eee eee ee 2.75 58.5 10.6 | 18.2 29.7 130 | 22.4 38 y 
January 31 to February 7__________+_______ | 20. 0: i 4, 52.8 Die 19.6 28. 95 13.2 — 38 4% —2.0 
February 7 to February 14____.--__________ 40, 16. Wi, —_ lewoewacaws | wasenowaensl somgwieneae 2.0 52.8 4.4 22.4 26. 100 | 18.2 ot | —o.8 
February 14 to February 21_____-.___.______. 60. . £, | Mn EER: aa mT 3.0 54. | 8 19.6 26.4 100 14.6 | 38 1.8 
February 21 to February 28_________._______ 63. 0 | Wiel -\ Vasdiscioniccnicenled Pecolancebeaiccsamireisgl tc Rasocol abem soc 1.0 62.40 | 7.6 | 29.2 25.6 190 17.4 26 —E.8 
Ee a ee ee nee a sane ere om | = | | S| —__ |__| —--- | — et Ce ais |i noe os a oe eS 

February ai eee et 47 5. BO Ns We Whe tice te 2.5 55.5 6.3 | 22.7 26.5 121 15.9 345 —0.8 
February 28 to March 7.......______________ 96. 16. | A CR eRe | Ae RT Se Oe 2.5 53.6 7.6 12.4 23.6 150. 16,8 33 6.2 
meren. 7 .t6-Mareh 14............._._________ 88. 36. 2 a eenteeree | acraraseaeria ceria ar se ear 4, 56.8 12. 14. 20.8 160. 22.2 | 35 3.1 
Massh 14to' March 81... ono 84. 93, | ee ee 2.5 56. 1.244 1.9 23.6 150 7.60.85 6.5 
Matrh #4 to March 98... 100. "YS TE, Sa RINE, | ROSA N Rime at? 1.5 55.2 11.6 | 21.2 22.4 |---------- 18. | 28 13.4 
March 28 to Py | i ee ene em | Station shut down. | 

March average___________.......___.__.___ 92, 6. 66. LET US, IN CE: 2.6 55.4 | 10.6 | 17.2 27.6 | 115. | 18.7 33 | 7.5 

See ee = as —_ a. 
“April 4 to April 11____. sicteaceidictenirh abs cams scat 412. 204. a ae ot 2.3 72.4 | 22.8 24.4 25.2 240, 19.6 32 12.3 
April 11 to April 18___..............__.____ 116. 24, ae crievsieeagecbacegl aptan ns gd nly 3.0 57.6 = 19.6 14.8 23.2 | 180. 9.2 | 33 12.2 
April 18 to April 25._.__........-.-...-.-.-_- 88. 40, EES CA 45 1.6 52.4 | 16. 14.4 22.0 95. | 14.0 37 13.9 
April 25 to April 121 OR eRe Ort ne Re RN EE 80. 36. ys ee ee een ee es ee Aen ee 48. 11.2 14.4 22.4 120. | Rae eSSee 34 13.2 
iH GOB io esse 174, (a ea Coenen ROP 58 | 2.8 | 57.6 17.4 17. | 23.2 |) 146. | sai | ot ala 
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stones are sufficiently clean to show original surface with 
large numbers of worms in knots, a3 in summer. 


20-5. The surface of the gravel is perfectly clean, but 
between the upper stones and the ones they rest upon 
is a layer of material which resembles a mat of wool fibres 
encased in the usual bacterial jelly. This is so tenacious 
that when wet it can be picked up by one corner and 
removed from the bed intact in large strips. These mats 
must have seriously decreased the surface aeration of 
the bed. 


20-6. This bed ig in the worst condition of any, the 
voids being so completely filled with the black deposit that 
upon digging the observation hole entrained water oozed | 
from the sides and formed a pool in the bottom of the hole, 
almost no worms or flies found.”’ 


The deposit upon the stones in the upper foot of media 
was removed and subjected to the same analyses as a 
sludge sample. Results shown in Table No. 19. 


TaBLeE No. 19. 
Analysis of Deposit in the Sprinkling Filters. 


| 
OL Walee Percentage of the Dry Residue That Is— 


Source. of Water 
Bed Number. ae | eee tak a ae a 
Sludge. | Volatile. Fixed. | Nitrogen. Fats 
Pe ty eo AI ae ES | ES A EAL RE NE AEP ERR SS RA TOT RAE EE 
eS ee eee eae | 8.9 | 48 52. 2.3 6.9 
BOB e he es Soteices|| | BRR: “ABT 54.3 2.0 5.6 
90-8.._.-.---- eee ee- : 84.7 | 43 57 1.8 4.6 
) ae Cea oan ES 86.9 | 47 53. 2.3 5.0 
90-5_...--.-------------- | ago | 30.4 69.6 0.6 2.6 
Ostend sedate, eee | 42.1 57.9 2.2 8.9 
{ 
Average, omitting 2-5 85.8 | 45.2 | 54.8 | 2.1 | 5.2 


As applied to bed 20-6 this analysis indicates a storage 
of 338 pounds of dry solids in the upper foot of media. 
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Typical sludge from sedimentation basins is shown in 
Table No. 59. This comparison shows the similarity of 
the deposit to ordinary sludge, but it differed in being 
inoffensive, the odor being similar to that from slate bed 
deposit. 

The effluents produced by the outside filters during De- 
eember, under the conditions just described, of high sus- 
pended solids apphed during freezing weather, were not 
satisfactory ; however, it must be borne in mind that no 
effort was made to operate the beds in the most desirable 
manner, but rather to test them to destruction, and then 
find ways and means to restore them to a normal con- 
dition. 

On January 1, 1910, the appearance of the filters was 
perfectly normal, the upper surface of the media was 
covered with the usual grey bacterial film, 20-2 and 20-5 
entircly free from pooling, 20-1, 3 and 4 showed slight. 
evidence of pooling, and 20-6 was considerably pooled. 

The following morning bed number 20-6 had a very 
luxurious growth upon the surface of the media, pink in 
color, gelatinous in appearance, and adhering tightly to 
the surface of the stones; to a less degree beds numbered 
20-1, 3 and 4 were similarly affected; bed number 20-2 
very slightly, and the smooth gravel cover of 20-5 free 
from it. 

Specimens of the growth were submitted to Dr. D. H. 
Bergey at the University of Pennsylvania, who obtained 
the growth in pure culture and concluded that it was an 
intermediate between the ‘‘moulds’’ and ‘‘yeast,’’ being 
closely related to but not identical with ‘‘Fusarium 
aqueductum’’ described in Saccardo’s ‘‘Sylloge Fungo- 
rum,’’ Vol. X, page 728. A very similar growth developed 
upon the filters at the Waterbury Experiment Station, and 
was described in Engineering News, Vol. LVI, page 459. 
Apparently the only difference between the two organisms, 
the one observed on the Philadelphia beds and that at 
Waterbury, was that the gonoidal bodies of the growth 
at Waterbury were ‘‘small oval bodies which were at- 
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tached end to end, a single ‘sausage chain,’ 30 or 40 
of them,’’ whereas the growth upon the Philadelpliia fil- 
ters had fruiting bodies which were erescent shaped. 

It may be interesting to note that similar growths have 
appeared at other places. 

The Royal Commission on Sewage Disposal of Great 
Britain in their Fifth Report on page 96, et seq., give some 
data on ‘‘Growths on Percolating Filters.’’ Among the 
instances cited by it two seem similar to the condition 
described above. The percolating filters at Dorking are 
composed of coarse to medium clinker and the precipita- 
tion liquor is continuously distributed by sprinklers. 
‘‘The filters were started on November 16, 1905, and a 
pinkish-yellow filamentous growth made its appearance 
a fortnight later. This flourished until May of the fol- 
lowing year, when it dried away. During the last five 
weeks of this period the effluent from the filter was bad.”’ 

With the same type works at Kingston it is stated ‘‘A 
short-fibred grey growth appears annually on the surface. 
of the filter, commencing about November and drying off 
in March. 

‘‘In the winter months it forms an almost impervious 
mat on the surface of the filter, the effluent becoming bad 
in consequence.’’ On page 99 it is stated that ‘‘ As the use 
of percolating filters is likely to spread in the future we 
are impressed with the need for practical experiments 
which have for their object either the prevention or the 
destruction of the growths on the surface of such filters.’’ 

In March, 1907, the Commission experimented with 
seven chemicals on a filter at Dorking covered with such 
growths, among which bleaching powder was tried. ‘‘Suf- 
ficient of the dry solid was used to cover the surface with 
a fine layer of powder,’’ and to quote further ‘‘** * ® 
the working of the filter was not scriously upsct.”’ 

In the Fortieth Annual Report of the State Board of 
Health of Massachusetts (1908) on page 362 there is re- 
ported the effect of adding bleaching powder to the influent 
of an intermittent sand filter and the conclusion is— 
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‘‘These experiments show that, if necessary, sewage may 
be sterilized by chlorine added as bleaching powder with- 
out affecting its subsequent purification by intermittent 
sand or by trickling filters.’’ 

Dr. S. Rideal in February, 1909, read a paper on the 
‘‘ Application of Electrolytic Chlorine to Sewage Purifica- 
tion, etc.,’’ reported in Engineering of February 12, 1909, 
He says that the addition of chlorine to the influent to a 
filter ‘‘* * *® did not interfere with the filter efficiency ; 
in fact, it rather added to it by keeping down the grey 
growth on the top of the filter. That a much larger 
quantity of oxychloride (up to 8 or even 20 parts per 
100,000 of available chlorine) might, indeed, safely be 
added.’’ Also ‘‘* * * and that beds clogged up with 
growths, internally or on the surface, could be washed 
and restored by applying occasional doses of oxychlor- 
ides, thus preventing or delaying sludging up and the 
nuisance caused by excessive quantities of solids passing 
away.”’ 

The daily history of the outside filters during January 
is shown on diagram No. 13. The conditions existing and 
methods used to remedy them with results accomplished 
are as follows: A solution of hypochlorite of calcium 
was added by hand to the dosing tank in amounts of 10 
parts per million available chlorine for 17 hours on two 
days, to kill the pink growth and to relieve the rapidly 
developing pooled condition. During the time the nozzles 
were removed from the four higher beds, the influent was 
allowed to pour down through the media adjacent to the 
position occupied by the nozzle and no samples were taken 
of the effluent from those beds; a slight diminution in 
the growth on 20-6 was noted. On January 5th, 16 pounds 
of dry bleaching powder was evenly distributed over the 
surface of beds 20-5 and 6 (equals two tons per acre) and 
at once the influent was applied as usual; the first effluent 
smelt strongly of the bleach, and samples collected at 
half-hour intervals were examined for residual chlorine 
with the following results: 


TABLE No. 29. 
Analyses of the Effluent of the Outside Sprinkling Filter. No. 20-665 Feet of Fine Trap. 


PARTS PER MILLION. 
Suspended Solids. Nitrogen as— Oxygen Consumed. ~ . 
o 
Dates. Te ee ee ee, Lee ET ; Zo - = = 
1909-1910. | | 7 fo ee ra 2 
| . ; | a 
F <i » a = a 2 
© ; : wi . ES q + o 
‘2 ss! 3 = 5 g £ ea a = g S| - | & 5 
§ © SS S ont s bes = | a) 5 5 a | - i 
S K Ss on ¢ pe) i) = ~ 3 = je =" = th 
_ . H so oot | i) } ~ ov = 
ei Fy ° = Z A e D2 oO | ® SS Fy ae “4 
Marcel: 26 60 ADT Beso ceciniccmcemniccmnnonin By” | ececear cena terest meiner renin ni mtn ian mcne irarmaci onmeaaen | Ek eee See Senne eS ee eeeaeeeae ee a Ses Aone 
i ee | i ane ain (lnneieeeeie enseeieamenee aemememeae ‘eeialigiecha iedennannaneet ieee 1 Se ene aeeeeeeeee tooo teen oe 
oy a Oe | ee |, Sea RR a 1 Sa eel eee Siaeteiaiiel emma sorsrmrrseyseroterree| PBB feonnnnnnnne[onnnnnnn nnn anmean nn nne]nnene cece | ann ance nen|newnennan = [eneeeneen- 
Apel 45) $6 APY 22 ooo et aa RRR Ieee hee paren eae haciapeeiel iermeaaann tamennatinl CaeSAETT: aula vial sameeren 
oe Le fe POE, penaeesee so: Danes GeaeaN SR AATAARG GMMR schabaeneelld GND eei ‘ineainnineas smcmaeaerae Secure: Gisuasaee nea Sabuais | Gaaaal 
” RIN: BBG oss sccrcssinieiccche tannin meeoueste. i eS en ee ae ae | lame ita: Vales eihatar ed (inet rea aD en re pote eM ap, ee 
PPE. G0 3G MAY Bite cou ncameremceaues 40, -----------|----------- |---------- weenie iar mrctews eee 47.2 Tye heewmexwenm BERT. iececacatatenersem fpamacreieiootn .541 12.4 
May 6 £0 MOY 1Ssscesccecemccccurccussunas a Ee See | 1.0 (oo Renee epareren 43.6 Se eet ae te ee ak Fe 17.6 
May 18 to Mary irecsn cnn emnncnneeonens 2 ee eee | 2.8 Se Ree (ea 42.8 i. Sie | enemies Sa ee 677 20.4 
May 20 to May 27.__....._._.___......__..___ A | A rer Dean nee 2.68 3 i a ae, ee ae 40.4 Ae A | eee ees EE ernie | Minne: 735 13.7 
May 27 to June 8.20.0 2008 u ee 2506. 2034 i: i ns 5 it ee (serrrennia 113.60 a ee Seen Ee ek SRO! 823 20.1 
May average____-__-_____________________- Lh ae ae 2.16 ere | eee 57.6 a a ee eS ae eereeanes -ctiadhaccivels 638 16.8 
UW esa ots narnia Seon Mane aaininlomanie 14.4 1 See | re 74.8 oh i ae | | Ok rceene nen lamer eats 41 20.0 
June 5 to June 12____-___-_.- ~~~. _--.-- Statijon shut down. | 
June 12 tO JUNG 20. ees ceeenn cece -ne ne 58. 36. 22. 2.2 .60 5./12 28.4 SAP | eaanmenmans ae Renee Ronee .90 20.5 
PUNE BO CO TUDO 0 arco reermerocicnoancmmninn Re. eeacileie pecan sdadenrnssnnted 7.2 .80 4,|80 41.2 Si a Saree ia 90 26.6 
One Or NGO JING Bc cs cecrueecacumnsenn APRs enrscaranni fiancee 3.60 1.60 3./20 39.6 a. ees : a nee Seer 71 25.5 
June average_______-____________________. BO. * bismelee takes taleeslercieass 6.85 1.15 4,|28 61.3 Sas Se Sl eee eee aD .78 22.1 
ER I GU Tactician 130, }-----------|~---------- 3.36 1.44 3.|04 41.2 Te eee) | BB eee 73 21.9 
SUEY 12 BO WU acca ewe meee eenenne 80. 38. 42. 2.8 1.20 1.|92 42.4 ie i ere ae.) a anes een ae 25.1 
JULY TP LO PUY 26 eco csreeamanmanial nn nn ee 2,72 1.28 2. (56 41.6 | 10.4 eh 2 | en TE Ge 20.7 
JY 26 LO AUSUSE Bon ccn nsanenancnen name 60. 4, 56 3.84 1.36 4.|16 hn ee A Sn Pee eee eee eererereee eee .76 25.6 
PE BVO I as cincinnati a een neecmmacae 3.18 1.32 Fl / a | cine ol Cains Grate. RSE ce SLE | ase eauesiae baatateninatier 74 23.3 
Agent 8 to August Ginn eeccl)  eececee, ettwnel 8,02 88 2.156 re a 7 i Cee eee ay 22.8 
August 9 to August 16___-.____._..--_____- 36. z. 34. 2.32 88 Oe aoa RATES) Saree si sssed tds sigalg 49 22.8 
August 16 to August 23....................- 89. 43, 46. $.2 1.6 4.150 38.8 7.6 16.6 A 2, ee) Cee ee .49 20.8 
August 23 to August 30___-_____._-_-______- "Sn Serene Soereweee ee 4.7 1.7 20 8.0 49.0 12.2 17.2 1 2 | Te, LIN .39 24.9 
August 30 to September 2__-_-__-______________ <a Cee rons Ween ear nat 4.6 1.0 10 10 66.4 18.0 22.8 1 Zid Se SR 52 22.4 
August AVeTAPE..<.-662---~necn ne ense- 47. Soni aaacees| pe or Be 3.75 el Ree a a Se eeaa: senna SRN Sere nee Tee i gssinska so lee nena Real cas itcdadias 49 92.7 
September 2 to September 6_-___-_--_----- Miatiinin Ghat Wie. laecemewecenhenauimcc sie annie eaeinl Meee eaeeermeni: 17.2 
September 6 to September 13__._..-.._--__- se, ECD LOE RTCED 4.0 2.4 | .20 65 50.0 3.6 33.6 ar eae alias cetacbets 42 20.3 
September 13 to September 20____-__________- Diy | eamitemnsccasnelacecnemioaes | 4.0 1.6 16 1.60 62.8 11.2 29.6 / A i ae PERE 41 20.5 
September 20 to September 27___.-_-_-__---.. 80. 20. 60. | 4.0 .80 20 2.80 40.0 10.8 14.8 Te.” | sstisteiscsigessessicl cheaiceniacanaitanens .65 18.4 
September 27 to October 4_____- silicic 60. 24, 36. 1.6 .80 18 1.8 41.6 | 10.0 17.2 SEE . loweesumees Misapiesiettingins .67 14.8 
SiS ol Cs |< ne, es ee See antate taldin 3.4 1.4 .185 | 1.71 48.6 8.9 | 23.8 | a ee Geicttea ain acalieloa .54 18.2 
October 4 to Octobe? Wheecnscncrseesennace 108. 24, | 84. 3.2 1.6 .15 3.0 56.4 13.2 10.8 Heth § \xiemetncnasalnaeeweaecs .2 - 16.8 
October Tl 060 Oetober 18. ese ceemcensawe) ose wee ee sn ewes pes ceeecysa | 2.0 1.2 .20 3.8 48.4 7.6 15.6 vs hy adecstassianasasna .66 11.5 
October 18 to October 25__--.--------------- 124, 24. 100. | 3.8 1.0 22 2.7 61.6 20.4 22.8 Ye a Cees Seen .58 8.9 
October 25 to November 1_----------------- 56 20. 36. | 1.8 1.4 .16 1.8 47.6 12.4 11,2 IS | i arene een meee eames 57 8.0 
Octobe® AVETAME..2 25. e cence cereus 96. 23. 73. 2.7 1.3 18 | 2.8 53.5 13.4 15.1 | A Ce eae eee ee .58 11.8 
November 1 to November 8_--------------- 88. 8. 80. 4.2 2.2 115 85 58.0 14.0 19.2 i 2 Lidice wie 4) Tod 
November 8 to November 15_-_-_----------- 144. 36. | 108. 5.0 $.0 .80 .90 47.6 9.2 18.0 A, A Seana ee: Se eene eae .39 y ba Fe 
November 15 to November 22_-_------------. 232. 84. 148, 7.4 2.3 80 1.70 60.0 14.4: « 22.8 2h, A, Cr Te .57 7.8 
November 22 to November 29__----_----- Salat 176. 12. 164, 5.4 1.8 30 2.70 54.0 7.6 16.8 ZG  lnesseeencx siaieRias ial te .69 6.1 * 
November average____.-._..._..---------. 160. 35. 125. 5.5 2.3 .26 1.54 | 59.9 | 11.8 19.2 24.4 Se ee ee eee .52 8.95 
Ss : 5 a aoe Ea fo tee et a 
November 29 to December ejsaculcswiagtpartetuanng sas 64. 12, 52. a2 2.6 .30 £.7 | 55.2 10.8 21.6 Gee  lemescemenn | shin nds 57 4.5 
December 6 to December 13_-_------------- 56. 28. 28. 1.6 2.4 25 2.2 | 54.8 10.8 17.6 ES ewsow wcoronnaindmiel ckoaniecsiesnanit .49 0.1 
December 13 to December 20_---------------- 36. 0. 36. 2.4 2.4 .20 2.8 | 5?.0 4.8 22.4 a ee aticacnrnci .40 1.0 
December 20 to December 24_._....-_-----_--- 80. 32. 48. 5.0 2.6 20 0.8 | 58.0 6.8 22.0 29.2 ch: | on er eee .26 —2.5 
December 24 to December 27---.....-----.~-- Stati on shut down 
December 27 to January 3------..--—-.----- 48. 4, 44, 4.6 3.4 .20 1.8 | 56.4 | 3.6 21.6 31.2 a er 31 —5.1 
December average_-_..------------------- 57. 15, 42, 3.16 2.7 23 1.76 55.3 7.4 21. | 26.9 0: i ee 41 —0.4 
ene een Sree Secs Aachen nie _—— ——— Pere ee Sh ee sie — 
Jeniiare Si tO January 10....-..-~.~sn-ces 16. 4, Bes | A scceeastions sail ciwetclunicemlee taka eel emma. 1.5 60.4 4.4 23.2 | 32.8 140. 51.6 .38 —3.4 
January 10 ta Jandaty 17... .....-........-. 20. 0. | A eee: Ceres. aeene Die ai 2.5 62.0 12.8 14.4 | 34.8 95. 26.4 387 —2.7 
January if to January 24.............-.... 12. 0. Tee lewenuwean RES EERIEE VE Re 2.0. 53.6 8.0 20.4 | 25.2 120. 11.0 AT 2.6 
sgantuary 24 to January $1.=-~<--..5-.<.6+--- 44, 0. Bee! Fe tacicccneand balaamniwints inca 4.0 56.0 11.2 14.8 30.0 110. — 11.4 34 11.2 
January average. _______.._.._-.--sescenene 23. iF 7.5) SE cee pe ee, OTe 2.5 58. 9.1 | Bo? | 30.7 116. | 26.1 .38 Let 
| 
a Fs rine Sane SL ae — | ————}|—_-—___ —_ eee t. ae a acondloess e 
January 31 to February 7-_----------------- 36. 0. SL, SO n aaa ee eee ciacccs dO | Bao 5.2 16.8 30.0 90. 14.8 a7 80 
February 7 to February 14..............-... 38. 6. A TO ae rrr Mn nee aeeen 9.5 | 53.6 4.8 22.0 26.8 95. 16.8 .40 —0.8 
February 14 to February 21------------------ 50. 8. | a. a ceees Reman Ot Nes ee 2.5 54.0 7.2 22.0 24.8 120. 13.0 44 1.8 
February 21 to February 28_-----_----~----- 78. 30. | _ Se Aeneas Se eeeee cescsacemtasBbacat 1.0 60.0 8.2 29.6 27.2 180. 21.0 24 —2.2 
February average_________-------------.- 50. Tt. | | LL ee Tee Saree 2.5 54.9 5.1 22.6 27.2 121. 16.4 .36 —0.8 
February 28 to March 7_-.-----.-------- a J a a een ee ee = 54.0 9.2 22.4 - 92.4 | 140. 14.0 .33 6.2 
marten” .T to March 14............-....-....- 90. 18. ee Ee: Saas 4.0 55.2 8.4 17.6 29.2 | 150. 23.6 .37 3.1 
peewee. 24 £6 MAren Wocdccccrmenicanpenmcews 64. 12, A SCRE: SORT EIN, Re MEONT: FEM 4.0 56.0 10.4 | 23.2 22.4 150. 18.2 .33 6.5 
March 21 to March 28___-_------------------- 124, 12, 112. SO eee) eee eee EV NEY 1.5 60.0 | 16.0 | 19.6 BOM. | Neceicuidscctena 13.2 -28 13.4 
i 8 | a a ee eee Station shut down. | 
Pl cas Ey Cle |: a on 88. 72. 76. a ene | SRE | a ae eee 3.25 56.3 11.0 20.7 24.6 147. 17.8 32 7.5 
Berl ¢ to Ape Tin cesces delaucmnies 340. 152. 1 ad enero Rae ieee nad 60 3.4 88.0 | 88.4 29.6 20.0 | 250. 17.6 81 12.3 
APT WL £0 APT) Wee wsccestematen ances 238. 88. : a Ce SRE Sco lee 3.5 62.4 | 23.6 22.0 16.8 180. 12.8 42 12.2 
PPI 3S) GO BT Boies manne nencaannmen 96 40, \< SS Se Saneie = Seer eE IO 35 2.2 48.0 | 13.6 16.0 18.4 80. 9.8 47 13.9 
Avril 26 to April 80... WWW nn neon en 80. 44, | Si. SS) EE eee SNe nEies 44.1 | 10.0 15.6 19.2 120. Ve i -46 13.2 
sac eee A ee aha a ee | | 
APT GVELA GOR oop ne nnn conn cewceses 189. 81. |. St a acne Tae OORT 475 3.03 60.8 | 21.4 20.8 18.6 | 158. 13.4 41 13.1 
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Residual Chlorine in 
Parts per Million 


in the 
Time After Bed Was Treated, in Hours. Effluent of— 
20-5 20-6 
Nao oh oe eda ok eee ee ae aS eae 2.1 1.1 
WM ecttessi ee ti ehaete ew ee eee eee ete a | .08 
ee Sa i ee ee .08 08 
Oe ee a oe ee Dee eee eae oe 0 0 


The following morning the fine trap bed (20-6) was 
freed to some extent of the growth and was less pooled 
than at any time in the last two weeks. 

The treatment, having been beneficial, was applied in a 
similar manner to the other four beds on the following 
day; samples of the effluents were analyzed and results 
shown in Table No. 20. 


TaBLeE No. 20. 


Showing the Effects of the Application of Calcuum 
Hypochlorite to the Sprinkling Filters. 


EFFLUENT—PARTS PER MILLION. 


20-1 20-2 20-8 20-4 

Time in Hours After g : £ ; § § 
Treatment. g 5 8 5 s 5 a 5 
51/4; 8/27/5 |2) 8] 2 
@i/3,é6]/2/8/2)6)] 8 

~_ Aa q ome ~ 
Sy Eady) Be Be ee 
So et ee ee Nee Lice hp 
bd ~ pe) rey ~ 
sle/8 Fe /8 |e 1818 
End of first display..........-.. 25 | 4 206 | 5 177 | 4 188 6 
% hour .—..-..-...........-.-.. 85 | 8 $2) 8 21; 2 89 2 
OUP se oc ee ee 21) 2.5 21; 2.5 14] 2.5 21 2 
ASG DOUOPS scsseceo ee cee 14] 2.5 14} 2.5 7| 2.6 10 3 
2 . OUTS nose eects 7| 8. 7) 2.5 7/ 8. 7 2 
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The application of bleach had completely destroyed and 
eliminated the pink growth, the surface stones were per- 
fectly clean, and pooling almost ended. The coarse lime- 
stone and the coarse trap bed remained in this clean and 
unpooled condition until the middle of February, the 
fine limestone until January 23d, but the slag bed and 
the two shallow fine trap beds, while remaining clean, 
began to pool, so that by the 16th of January they were 
in bad condition. 

It will be noted in Table No. 20 that a large quantity 
of available chlorine was washed away in the effluent and 
to save this for use in the beds a change was made in the 
method of application ; instead of spreading dry bleaching 
powder over the bed, the powder was dissolved in water 
(one pound dry bleach per gallon of water) and applied 
to the beds by a watering can. In this way 8 pounds 
of bleach per bed were put upon the three pooled filters 
(20-3, 5 and 6) on January 17th and all the filters rested 
until January 20th. During the rest the bleach changed 
the appearance and consistency of the clogging matter; its 
color was a dirty yellow and from a sticky, tenacious mat 
it had become granular, and was capable of being easily 
removed from the media by hand. Analysis of the de- 
posit in 20-6 shown below, prior and subsequent to 
bleach treatment, does not show much change except an 
increase in fats, which accumulated between the dates of 
examination. 


~ = a tn apy = a ee eee ee. 


Wet Sludge. Per Cent.of Dry Residue. 
Date. Ree eee arena abate Pt 
1910. ie 
Sp. Gr. water: Volatile.| Fixed. ae Pats. 
January 3............ 1.06 85.8 42.1 57.9 2.2 3.9 
January 2).....-......, 1.17 78.1 43.9 56.1 1.7 6.9 


a caren eR a a 
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The storage of solids, and especially of fats, between 
January 3d and 21st is shown by the content in grams of 
one liter of the deposit as follows: 


Grams Contained in One Liter 
of the Wet Deposit. 


Date—1910. 
Dry Volatile 
Solids. | Solids. Fats. 
SONUBTY S505 eee a as 154 65 6 


PONUALY 2186bs 62-5 ns coe s ce heel e ck led cece 256 112 15 


The surface jelly had been disintegrated, but the force 
of the ordinary spray was not sufficient to wash it 
through; so on Sunday, January 23, 1910, the dosing 
mechanism was not used, and the nozzles discharged con- 
tinuously for three hours, the head being changed from 
time to time by hand in order to cover the entire area. 

The influent did not appear to contain more than 20 
parts per million suspended solids and the effluent was 
but slightly dirtier. The spray, therefore, did not have 
sufficient force to dislodge the clogging matters. 

It seemed that considerable force would be required to 
dislodge the accumulated solids in the voids of the filters, 
as all gentle treatments had failed to eliminate pooling 
on 20-1, 5, and 6. On January 24th, therefore, after three 
and a half hours’ rest, filter No. 20-5 was washed with 
water under pressure from the fire hydrant, applied 
through a one-inch fire nozzle, held vertically a few 
inches above the stones. The rate of discharge was 77 
gallons per minute and was applied twice; the first time it 
required three minutes to go over the area; the second 
time two minutes and thirty seconds. For the first treat- 
ment it would require 115,000 gailons of water and 25 
hours to treat one acre of filter. 

The force of the jet violently churned the top stones, 
and cut up and completely dislodged the clogging solids, 
at least in the upper foot of media. The water leaving 
the bed appeared like a thin, watery sludge. 
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After the bed had drained the influent was applied as 
usual and samples of the effluent from this and the ad- 


joining bed (which had not been washed) were collected 
for comparison. 


Filter Number. 


Time in Hours After Bed Was 20-5 
Ss “dU 
tarted Up. Washed. 20-6 


Nitrates. | Rel. Stab. | Nitrates. | Rel. Stab. 


a ee 


Qe betas se ett eet 1.5 .20 2.0 24 
ee Se a 2.5 .50 4.0 38 
Dee Seacoast a 2.2 31 4.0 30 
} ee eee ae oe eee 2.5 .29 1.5 37 
Be oes Aare oe Suh etc le 2.5 24 3.0 2 
Oost cee acceler tee 3.0 27 4.0 | 27 

Average.....-.....------ 2.8 82 8.7 | 31 


The following day the fine limestone bed which was 
pooled (not from surface growth but from a clogging of 
the voids with the black deposit) was washed in a similar 
manner to that described above. 

The stream was applied for one minute and fifty-four 
seconds; it required thirty-five seconds for the water to. 
pass through the bed and appear aa a thin sludge at the 
outlet of the underdrains; the flow continued for three 
and one-half minutes. The second washing was given for 
one and one-half minutes. The slowness of the water in 
passing through the bed surely indicates how much the 
interstices must have been sludged up. Samples collected 
for comparison yielded the following results: 
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Filter Number. 
Time in Hours After Bed Was 20-1 20-2 
Started Up. Washed. 
Nitrates. | Rel. Stab. | Nitrates. | Rel. Stab. 

Ose es | 3.5 33 | «4.0 % 
ee Sas eee eel Le sala fol | 2.0 89 4.0 42 
a Ee Ee eee Re eR PERE ce Ee eee 2.0 .62 | 3.0 37 
ea PEED Bo Ce APN CoA DE REN WES ener eA 3.0 .60 2.0 .39 
Be ast SS em ate Doe a esate 2.5 .44 1.5 .30 
Go ot ee ee ee .39 | Die ae exes 2B 

Average.______--_-.-----------. 2.6 4 | 2.9 | 33 


This was a satisfactory method for relieving pooling in 
a badly clogged bed and did not seem to injure the 
already feeble biological action in the two beds that were 
washed. | 

Both beds remained clean and free from pooling until 
February 24th. 

The above history of the filters during January, 1910, 
is devoted entirely to their physical condition, and in or- 
der to avoid complications no mention was made of their 
biological condition. In regard to the purification of the 
applied liquor affected by the beds, the influent contained 
less suspended solids than usual, and being cold weather 
the crude sewage contained larger quantities of dissolved 
oxygen and nitrates than in warm weather, but the 
clogged condition of the beds and the low air tempera- 
tures were very unfavorable to efficient biological action. 

The effluent of all the filters during January contained 
less suspended solids than the influent, except, of course, 
at those times when bleach had been applied or the 
media was washed with the fire hose; the formation of 
nitrates increased during the month in all the filters ex- 
cept the coarse trap bed (20-4). 

The fat or ether soluble matter contained in the sewage 
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and effluents was studied beginning in January, and it was 
found that the effluent of all the filters, except 20-5, con- 
tained less fats than were applied. As we have seen that 
the fat content of the deposit in the filters increased, and 
as fats are resistant bodies, the supposition is they were 
being stored up in the filters. 

The general tendency of the relative stability curve of 
the four higher beds (20-1, 2, 3 and 4) was upwards; but 
if the high stability of the Sunday effluent (due to. its 
dilute character) is omitted the average for the month is 
low in all the filters; that the curve tends upwards is evi- 
dence that the application of bleach and washing with 
fire hose had a beneficial rather than malignant effect 
upon the oxidizing power of the beds. 

The bacterial content of the crude sewage was lower 
in January than in any other month, and the sedimentation 
tank, being but little protected from the cold, further re- 
duced the number of bacteria in the water applied to the 
outside filters; the effluents generally contained more bac- 
teria than in warmer months and, due to the low numbers 
in the influent, the percentage removal seems quite low. 
The coarse trap bed caused the highest reduction in bac- 
teria; the shallow mixed trap bed (20-5) the lowest re- 
duction. 


Tasrz No. 21. 
Detailed Bactervological Examination of the Outside Sprinkling Filters During January, 1910. 


Total Number of Bacteria per CO. on Gelatine at 20 Degrees O. in 48 hours. 


Eight Feet Nine Feet Six Feet Seven Feet Four Feet Five Feet 


Crude F. M. | Settled Inf. 

January. 1910 Sewage. to Filters. ie a Cone aoe ah cones Trap: lat A ag Pe ers 
Saturday --.-.....--.- p RE oe eam epea ee eect, attend ea Eaee TERESI EME Mer eee mM oh ce RvEa a SNS ara ee aen SES (RAN ORS a ERP ERMINE RRNA Uae ey WIN METER RO GR ED Reeey ne re) UR nentesre epee oe eee 
Sunday ...---.....--- 2 1,900,000 2,100,000 450,000 400 ,000 240,000 550,000 1,300,000 1,100,000 
Monday ..-.-.-.----.- Aan Ease earn cee T5100 000; ; Neteecece cesses Ne ee ee ee! 830 ,000 $20,000 
VulesdGYy eccectcc cel) 4 ests en coe 1,400,000) |ucens escent fc cece [eRe anee ees (2 eee morn te” 180,000 . 150,000 
Wednesday -...-..--| 5 1,900,000 820,000 400,00 840,000 220,000 970, 000! 9 Ps he Sees 
BL aged $s eee ; 610,000 860,000 160,000 130,000 210,000 140,000 400 , 000 360,000 

PIGGY crs) OND Ae eee ie Sees cace ee el ee ee das a a a a a rs eee ee a bel 
Saturday ---..-..._.- 8 780,000 980,000 870,000 850,000 410,000 860,000 590,000 610,000 
Sunday ..-..-.--... 9 1,000,000 770,000) |annssecnncencee 560 ,000 450,000 550,000 450 ,000 650 ,000 
Monday ...-...--...- 10 1,500,000 1,300,000 1,000,000 900,000 1,200,000 1,000,000 1,000,000 800,000 
Tuesday -.--...-..... 11 1,500,000 1,100,000 560,C 580,000 660,000 560,000 780 ,000 960 ,000 
Weanesney. Sees i 1,200,000 1,800,000 850, 950,000 930,000 990,000 980, 000 700,000 

ursday ....---...- a fea ee les alle tie See ce re ees See oe Tas ech ee ee oe a ee at ea nae 
Friday -..-.....-..- 14 1,200,000 1,000,000 800,000 800 , 000 900,000 890, 000 1,100,000 850,000 
Saturday .-..--....--- 15 900,000 800,000 650,000 500, 000 670,000 600,000 660,000 550,000 
Sunday ----..----.-.- 16 1,300,000” \sseduu es loc ocak 870,000 =| ._....-..-.2.-- 570,000 S90:000 © lsecescccnseotes| Seco eee ee 
Monday ..--.-.....- ATs Woche ee Pe ho ee er aa NS ee ee oa eT ea AE ee a a eS al Ms eis 
TuUC8dAYy = 2 2c sccoe esos! IBS| ece occa Wiseie De ceetecd Scauceueo cena ete ee eas co cecal cca last eon ese tonle eeeeouesiaeece| acuaeeeneeaces 
Wednesday ---.-....-- TO bedieiot se oete Watt eet tes otis et ee eee ee ee lle os cl es No lt ae eo ele ceeeeeeaae 
aoureday. pateaey eee = eH 580,000 500,000 1,100,000 850,000 850,000 650,000 510,000 680,000 
BY pete OS ie ee ee ee eee ais eet upeut Sodoce soo eS at ee ee ee ee ea ee 
tet il ot it oh 22 960, 000 840,000 860 , 000 480,000 550,000 880,000 490,000 420,000 

VINGRY Sccesio cc 520)). 28 beeen ee eo eo eee ees eee Cokes tee MoE chs ea es ee secu eee bso b uc soca Clo oesceee sacs 
Monday .-...--.----.-. 24 1,400,000 630, 000 500,000 300,000 650,000 560,000 680,000 740,000 
Tuesday --.-.--.....- Oe ee ee eee ee es eae oak oe See ee i ee es oi Boe ote ees eae coetosa ce 
Wednesda 9 256552-2.20) (26° bocce se ae eee aks ee | ee eee oles ee oe cetecee se eto a wee ea seer atuce cesta 
Thursday -.....—--.- 27 680,000 820,000 190,000 110,000 240,000 800,000 580,000 870,000 
Friday -......--.--.- 28 700,000 540,000 800,000 140,000 $20,000 200,000 560,000 850,000 
Saturday See @avwuewewaro- 29 Se ete =e ce oe Cee! « eo 2 Oe eee ce ee o®: |e ee ee © Oe Se 2ee@e « |] < oe we one oe ee eee | © cee e eee ew oe wwe | © 28 es C28 CO GO CG @ | 688 OF BFS CS O28 SS @ | © BST4S FH GET TTC 224 
Sunday -.-.----.---..-. 80 1,100,000 1,100,000 600, 000 470,000 640,000 580,000 850,000 860,000 
Monday .22s.c2ecccs-| Sl feces cores ere | eee es |e os eee ee see cc ces cece] ees Sew eses oe) cheese cteen acne |sao mee eee 

Average......._-|.._... 1,100,000 910,000 640,000 490,000 570,000 650,000 660,000 610,000 


Tasxie No. 22. 


Analyses of Crude Sewage, the Influent and Effluent of the Outside Sprinkling Filters During January, 1910. 


PARTS PER MILLION. ’ 
- he onal : — —— 4 Average Air 
Temperature. 
Period of Sampling. Suspended Solids. Nitrogen as— Oxygen Consumed. aes | 
<2 : —_. so ae Pee EE _— — 7 ea ats. — oo. 
| Total. Fixed. | Volatile. Organic. |Fr. Amm.| Nitrite. | Nitrate. | Total. | Susp. Colloid. _Dissolv. Deg. ©. | Deg. F. 
| | | | _ | 
| Deeb BP ace concien January 3__-----__-__- 2000 76 | 124 3.6 Dt Lee reer | mo | 92 | Bhd | Ba fi. | 6.1 23 
Crude Force Main PRDURTY $2 nonce ceennee January 10....<...=.... 172 S| 64 1038 6.6 4.6 chain pci Naenmeees|  anet | 14.8 | 30.0 (| 48.0 16.0 | —8.4 26 
Sewage. PONUGTY 1 Wn ncdawe NP Ut tg ie 1 rr 116 | 0 116 6.4 | ee eee ae peers ee |; 91.2 | 6.4 40.4 | 44.4 35.8 —2.7 27 
1 SOUP 3 Mhscissbcccncsinangal ganuary 24..........-~. 192 | 56 136 1¢|.4 De ae | 88.0 | 19.6 | 34.4 | 34.0 24.0 +2.6 36 
January 24....__.__.__- January 31__--_----__-- | 192 | 36 16 6.7 ee Rs EER 80.8 | 15.6 | 34.0 | 31.2 28.0 +1.1 34 
| ig a a Sg Nes a a ey ne | Sn 
December 27__..--..-—--. ganuary %........-... 72 0 72 2.6 BS — fedtenoenerdeccneencemal 67.2 7.2 | 24.8 BEE Viesorcinaasl emememoeee | awanamis 
sennaty 8.2... January 10..--_....-_ 56 | 0 BR” i iadectetcs cal ciasciesk eines seg cece | cpmeeaiepans 70.0 9.2 | 23.2 2 a anaes esos ent ockepelisaectes 
Settled Sewage SEURRELS Tse ececnwax SOHUGEY V7 on sence cess 72 | 0 a ee, OS ee ae as | %5.2 10.8 30.0 34.4 ey il ees See = 
Influent to Filters. GRHURTY Wises cwcesccccs AP ei | 52 12 ih See See ee ween Seren waeY eee a ee tha agaecoape Sconces 64.0 | 11.2 24.8 28.0 dia penne 
January %.___.......--- | January 81_....--<<<.- a a. i a Sens eam EDESER REE TRESE | 72.0 | 14.0 20.4 37.6 Se) Sees Paes 
' | Y I 
— _ | — 
PARTS PER MILLION. AS 
| sete : = > 
| | | | at" 
sed No. | Period of Sampling. Suspended Solids. | Nitrogen as— | Oxygen Consumed. Fats. | Turb. 3 
| | | "| MBS 
‘ | ing mice ame: pe ea ee = sic = ae 
i { | ' | { | | . 
Total. Fixed. Volatile.|; Organic. Fr. Amm.! Nitrite. Nitrate. Total. Susp. Colloid. Dissolv. | = 
bi il i ic elisa ait aha —|—— — | | — nn a faa 
DGCOIMDOE 20 nee sce | @QRBATY Bicccecss ces | 56 8 48 5.2 2.8 20 1.6 | 40.0 | 4.8 |; 18.2 | i an | 110 + .487 
Eight Feet of CODURTF  Ssesesnessacen _ January 10__--__.---__- | 12 | 0 | 2 eee: eas ae |e co 25 | 46.0 | 4.8 | 15.2 26.0 13.0 | 100 .450 
Fine Limestone. SONTGE | ela naneese ee el a ee 14 0 | GARD ern aeremet Sener eee mme, Sane enw ae reese 2.5 52.8 | 14.0 | 12.8 | 26.0 13.8 | 80 .444 
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February started with all the filters clean and all but 
20-6 free from pooling. As may be seen in diagram No. 
14, the average temperature was about freezing until the 
oth, when it suddenly sunk to —16° C., the lowest reached 
during the tests, and caused the greatest reduction in 
the working area experienced. As in previous freezing 
weather, the slag bed had the smallest amount of ice upon 
its surface. During the night of the 5th a valve bonnet 
cracked and required 10 hours to repair, so that the beds 
were not dosed during the extreme low temperature; the 
moderation in temperature soon melted the ice. By the 
middle of the month the slag bed and the coarse and fine 
trap beds were again pooled. The coarse trap bed was 
washed with a fire hose and the other two allowed to re- 
main in the pooled condition in order to see if they would 
right themselves. 

About this time it was noticed that water stood between 
the stones of the coarse limestone bed (20-2) which here- 
tofore had never pooled nor even had any indications of 
it; on the 21st of the month the bed was slightly pooled, 
but the same day the effluent became quite dirty and the 
pooling ceased. 

By February 26th beds numbered 20-1, 2,3 and 6 were 
pooled again, and it was decided to give all the beds 
another dose of the bleach. Eight pounds of dry powder 
dissolved in eight gallons of water was sprinkled upon 
each bed and they were not dosed for two days. When 
started up they were all clean and all but 20-6 free from 
pools. The fine trap bed (20-6) had never been washed 
with water and the well graded media with consequently 
smaller voids must have been very badly clogged, for by 
the end of the month its surface was a lake. 

All of the filters yielded an effluent very low in sus- 
pended solids, although a steadily increasing amount of 
sewage was applied as the month advanced; the fat con- 
tent of the applied sewage also increased, reaching the 
maximum figure at the end of the month, when some of 
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the filters became pooled. The formation of nitrates de- 
creased, but the relative stability changed but little, the 
deeper beds yielding a more stable effluent than the shal- 
low beds. | 

Experience with these outside filters, operated under 
adverse conditions as to poorly prepared influent and un- 
satisfactory distribution, had shown that when clogging 
occurred it could be relieved by the bleach treatment, but 
in general, as the cause of clogging was not removed, the 
condition returned. It was decided to disinfect the in- 
fluent to the filters, in order to try out Rideal’s theory, as 
cited above. 

Apparatus was therefore assembled similar in design to 
that used for adding bleach solution to the disinfection 
tanks, and beginning February 28, 1910, the hypochlorite 
solution was continuously added to the contents of the 
dosing tank in quantities equivalent to 290 pounds of dry 
powder per acre per day, or 124 pounds of dry powder per 
million gallons of sewage applied to the bed, or five parts 
per million available chlorine. The dosing tank was 
emptied about every six minutes, which is not sufficient 
time to exhaust the oxidizing power of the hypochlorite, 
and therefore residual chlorine was generally present in 
the sewage as it fell upon the bed, averaging 2.3 parts per 
million; during the time that bleach was added the influent 
to the filters contained on an average 210,000 bacteria per 
e.c. (and if two high counts are omitted the average in the 
influent would be 11,400). 

In passage through the filter the bacteria developed 
therein, so that although the influent was disinfected, the 
effluent was similar in bacterial content to that produced 
at other times, and the percentage removal from the 
crude sewage over 70. 

The fine limestone and the coarse trap beds (20-1 and 4) 
remained perfectly clean and free from pools during this 
treatment; the coarse limestone, slag and mixed trap beds 
(20-2, 3, and 5) gave very slight evidence of pooling; but 
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on the fine trap (20-6) the pooling soon commenced and 
steadily grew worse; on March 14th an examination was 
made of the upper two and one-half feet of media, which 
showed that 227 pounds of deposit was stored per cubic 
yard of media, a reduction in voids of 9.7 per cent. The 
effluent yielded by the filters was of about the same sta- 
bility as during February. The weather seemed settled 
and favorable for a few warm days. On March 28th, there- 
fore, the outside beds were shut down in order that the 
accumulation of solids within the beds might dry and the 
beds unload. They were rested until April 5th, during 
which time the average air temperature was 12° C. and 
clear, dry weather conducive to desquamation of the de- 
posits in the voids. 

The filters were then started at the same rate that they 
had been operating under, 2.32 million gallons per acre per 
day, and the samples not mixed as usual to form the com- 
posite one, but kept on ice for 24 hours in order to observe 
the manner in which various beds unloaded their voids. 

The results were as follows: 

**F ine limestone bed (20-1)—Effluent practically normal 
the composite sample for week following the rest shows 
an unloading, but it did not occur during the first 24 hours 
after the rest. 

Coarse limestone bed (20-2)—At first the effluent was 
exceedingly dirty, but gradually cleared up, so that by 24 
hours it appeared like a normal effluent. 

Slag bed (20-3)—The action in this bed was the re- 
verse of 20-2, for the first effluent was quite clear and 
gradually grew dirtier, so that after 24 hours it was very 
dirty. 

Coarse trap bed (20-4)—The first effluent was dirty and 
continued so for the following 24 hours. 


Mixed trap bed (20-5)—Same as 20-4. 


Fine trap bed (20-6)—The first effluent was very dirty, 
gradually becoming clearer, but still turbid at end of 24 
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Tasie No. 30. 
Monthly Average Analyses of the Influent and Effluent of the Outside Sprinkling Filters. (For Description of Beds see Text of Report). 
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| Relative Stability. | Number of Bacteria at 20 Degrees C.—Millions per C.C. 
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rey | Effluent of— ea | re) | Effluent of— | a re) Effluent of— 
S | | "S bg a | oo 8 
3s | Sa | ss | pS = 
a a SB) 4 | a: Pe 
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| | | | | | | 
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| i | ; 
eee | 109 119 118 100 WA) TH liccechecceel | 46 48 .38 .38 1.1 0.91 0.54 0.49 0.57 0.55 0.66 . 0.61 
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hours. This is the only bed still pooled and only in one 
small spot.”’ 


As an approximate measurement of the settling solids 
contained in the effluent during the first six hours after 
the rest, the first six samples were mixed and 500 cc. 
placed in cylinders and allowed to settle for two hours; 
the depth of the deposit was as follows: 


Number of Bed. Depth of Deposit in MM. 
Eo oA es eet os osiewen eee 8 
OG se a eee ee ee 5 
OG a i ee es ie 5 
p | ey ane ep ee I eT cee mt eo eee ee 4 
aa a et ce eee ee 2 
DO ss sore a ace eee ee Bottom not covered. 


Considering also the results of analysis for suspended 
solids on the composite weekly sample (to be discussed 
later) it would appear that the two shallow beds dis- 
charged the largest amount of stored solids; as they were 
found to be badly clogged only one month later when 
dismantled, an idea may be formed of the large amount 
of material which they must have stored. 

The coarse trap bed unloaded the best, the process being 
a steady, even discharge of solids, which continued for 
quite a time. . 

The coarse limestone, due to its large voids, easily 
yielded the stored solids, while the slag bed, probably due 
to the porous nature of the media, which allowed the slimy 
deposit to take a firmer hold upon it, discharged the sol- 
ids only after several hours’ service and in less amount 
than the similar sized media in 20-4. 

The fine limestone, either on account of its depth, or 
the small size of the voids, or other unknown causes, dis- 
charged very little of the stored matters. 

At once after the unloading the quality of the effluents 
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all improved; this might not be entirely due to the rest 
and unload, but partially to the increasing temperature 
stimulating biological activity. 

For the remainder of the tests to April 30th all the filters 
except 20-6 discharged more suspended matter than they 
received, which shows that all were trying to recover from 
the bad conditions of winter. Nitrification became more 
vigorous and had the tests been carried on longer, it ap- 
peared that the four upper beds would have completely re- 
covered their full oxidizing power. 

The bacterial examination of the filters at this time 
was not as complete as formerly, but those made, indicate 
that effluents from the four deeper beds were of equal 
purity to that yielded before the winter. 

That the physical condition of the beds was not com- 
pletely remedied is shown by the fact that by the 10th of 
April, or only five days after the rest, the fine trap bed 
(20-6) was pooled and steadily grew worse, until at the 
end of the tests its surface was practically a lake; the 
mixed trap bed (20-5) by the middle of April similarly 
pooled but was not as bad as 20-6. The fine limestone 
(20-1) gradually pooled so that at the end it did not pre- 
sent a satisfactory appearance. On the other hand, the 
coarse limestone (20-2) very slightly pooled about the 
middle of April but soon righted itself. 

The slag and coarse trap beds (20-3 and 4) pre- 
sented the best physical appearance of all, being quite 
free from pooling and normal looking. 

As 300n as the filters were finally shut down an ex- 
amination of the media was made, a large representative 
sample taken for mechanical analysis, and the deposits 
upon the surface analyzed like sludge; the results were 
as follows: 


‘‘Bine limstone bed (20-1) : 


The upper surfaces of the top stones were perfectly 
clean and free from growths of any kind, the white lime- 
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Month. 


April, 1909___..-.---_- 


Average Air Temperature 


MEGS ces eenaninasionans 16.8 
SUDO secceeeenarwencc| Boel 
WIND rss anesine ew tadasietseoeienintas 23.3 
BURUSE cnccncncmnunecs| B27 
September _......-....| 18.2 
2. a cee 11.3 
NOV@QUDEP -scssmcncein 8.9 
1 —0.4 
January, 1910_.....__| 1.7 
ft ly —0.8 
Ls pe eee 7.5 
P| | er 13.1 
April, 1909 

May 

June 

July 

August 

September 

October 

November 

December 


Total. 


Effluent of— 


Suspended Solids. 


Fixed. 


Effluent of— 


1 2 3 | 4 | 5 | 6 1 > i 8 4 | 5 
59 48 60 | 60 3 | > a eS ae a hearts 
24 —256 43 —8s 47 en ee: Seen) (ene meer i cetera 
90 53 50 || 0 34  lcecoceee Saale segenall a tea titted odie 
80 54 35 | 62 44 Sn oes | aes 45  |____-____- 57 
26 58 20 45 63 66 20 61 29 34 51 
BB 62 780 61 61 56 61 | 46 B4 63 
53 33 11 | 67 72 | 60 55 | 35 —51 a 
22 12 52 | 70 47 | 27 —~8 | —80 | 64 82 64 
68 61 63 | 60 7 | 72 83 m4 |e 73 | 70 73 
91 ro) s2 | (89 81 | 86 97 87 9 | 100 100 
75 65 sg | om v | 75 89 79 | 94 | 85 92 
| | 
74 70 6 |» 67 56 58 88 76 81 88 62 
_9 | 34 4 1 —16 —20 —24 —i8 +88 —22 —41 
54 | 21 48 54 | OB 4 34 54 44 | 46 | 62 | 58 
| g£ 
{ =} 
| _ 
| Ss 
i 
Month. ug Total. 
| 42 
| Be Effluent of— 
&§ 
| > 
<4 
aa adc aan pice Sl lol dda aioe escieiancectaegs 16.8 
ecm td eda aaah 22.1 
adage bakes shasta eae eae ted tahg atc ae asl tee i ea neal 23.8 
Fe Re ee T Te Re Nee ART ae Se SO eT 22..7 
A ee ORE eT ee en ER etn IRE 18.2 
lag acne acces Lassa eda msec 11.3 
ETRE ae ONT mee IN Le Br NT SPREE ree toee rere RE Eve 8.9 
sciatica ar alk sehr ppeion ter —0.4 
ss saat a ee eaten re 1.7 
Ss 5 land Sapo tcecieceise unc. atest cat taa a ae tin pin cpa elena tarante eam ae —0.8 
sag a lal Sl ag Sia gd a aaa ender atna Ceaenadoneeeatiaech ns 7.5 
Enlaces depts ntl ad hess ia ep peda cecal mime sep Noam atlacwa Sofa 13.1 


Volatile. Organic. 
Effluent of— Effluent of— 
| 
1 2 | 3 4 5 6 1 2 3 4 
Se eens ae te ee es a sat ple ee siecle eee cs 47 67 44 43 
SOT RED fr eee TREE NEAT (CMe CELE OT (MIE PCN HIRT MPR ERE ny (ORE ENC SOE, CRETE ae OE —33 —25 —60 15 
ee eee (eee ee, en ee 31 ee eee 40 sensing se tecliods 39 —l1 —16 10 
29 57 12 50 RL cere eee —29 —35 | —44 —12 
54 62 64 48 | a ae eae 47 51 | 66 36 
| 
53 32 29 GS fees 61 49 36 5 48 
30 23 49 66 43 29 9 5 | —10 5 
57 52 56 53 68 64 30 33 46 41 
89 80 78 86 75 RO fd) cee a | pisses ee: 
68 58 76 73 69 (a ek Sees |” ee cenomeeet 32 
67 67 57 56 53 46 een aa s et al 44 
10 —12 17 13 6 tt en ae / | Bosse had Se | —60 
49 43 46 | 57 | 54 45 33 32 | 23 | 14 
PERCENTAGE REMOVED FROM 
Oxygen Consumed. 
Suspension. Colloidal. 
Effluent of— Effluent of— 


Tasie No, 31. 
Monthly Average Percentage Removal from Crude Sewage by the Outside Sprinkling Filters (For description of Beds see Text of Report). | , ; 


PERCENTAGE 


REMOVED FROM 


CRUDE SEWAGE. 


Nitrogen as— 


Free Ammonia. Nitrites. | Nitrates. 
ea ee ee ee 
Effluent of— Effluent of— Effluent of— 
5 6 1 2 3 | 4 | 5 6 1 2 | 3 4 5 6 1 | 2 3 | 4 5 6 
EE A SA: es: Sena wo —. 
| ; | | 
en RA Rehan neces Ee A NEE AL SOS IN NTR sae rr SS DEE 
ena mans ee atat ct ei Ce RE a RI RAPAL ars Neen ee a 
a roneeeee 82 77 8 | 7 TE feweeweeewe] saatacuowg | ----------|----------- ----------|----------|-----------| ---------- | inal nmin ee ee a 
2. a onan 89 82 82 78 Of oeecececns| eesangaededceeus ecawenoces bsoeeneune | ERE OMIT T ee! ON ENN) CNB Ie | ee eee | TES LSA 
| | i ides 
La ees ee 80 75 80 75 RIE ce Micnvajpioia cabernet vine nee cibaegicinatine banenbenendala ioe |-------.-- | DD  Vcemeneeen — 840 — 962 == ‘$88 — 900 =— 88 |___.... 
61 55 68 69 76 70 42 62 8 —4 21 | —34 —53 3 — 350 — 719 —1163 —1494 — 400 — 969 
54 48 83 63 75 | 72 | 47 62 16 —5 | 0 —l1 | —16 5 — 372 — 592 — 678 ge 706 — 230 — 678 
41 —34 60 54 67 | 63 | 32 44 —14 —43 —1l1 —16 7 7 | — 586 — 460 | — 466 — 594 — 131 — 340 
37 41 45 42 53 | 50 21 9 —78 —55 —61 | —39 —50 —28 — 114 — 162 | — 149 — 222 — 56 — 6 
| 
‘aes eee | ———- -—_ -—— -- = f ----- -- — -} --- |---| ----..- +4] --- -------|----------- TU | faamenewselameeeeieee — 43 — 31 | — 43 1) — $1 —' 
| SS ee ee ees acl SOP feeskccccss | sbi seebincpsntcananten ie 51 — 21 | — 35 — 12 — 16 — 2 
ee ee Oe et pee ns See | —38 -s sophia — 43 — 36 — 36 — 26 — 14 | 
ae eescraiass sccraruee 0 20 450 | —67 —93 —58 | — 848 — 768 — 848 — 913 — 505 | — 769 
——$ -_ —_-}—____ cr meio %ic_-c_’*s~—c_—qqj]\ c__[|_i—__| 
| 37 35 72 64 | 74 | 63 | 48 | 48 —1l1 —15 4 | —41 | —30 | —16 ae 160 — 157 | — 164 | — 183 — 94 | — 143 
| 
CRUDE SEWAGE. - 
| ats Number of Bacteria at 20 Degrees C.—Millions per C. C, 
Solution. 
———— . 
Effluent of— Effluent of— Effluent of— 
| 
1 2 3 


ene me | mm em Pee | wm oem ew eee | weer oemwoees | sem emeeee | a wo ena eees 


am we we oe wwe | ee eee 


97.5 | 95.5 | 95.0 | 96.0 88.0 | 93.2 

3 97.0 94.2 93.0 91.5 | 82.5 89.4 
a8 85.7 | 89.3 | 90.0 | 83.7 | 55.3 | 81.7 
2s 94.1 87.5 86.4 91.2 82.9 86.7 
Si] o14 | 91.8 | 99.2 | 91.8 | 78.4 75.6 
p* 7.9 | 74.3 | 78.6 | 76.5 | 54.3 | 65.7 
pA 40.6 46.1 37.4 39.5 | 27.5 32.9 
30.0 | 37.1 10.7 | 40.0 14.3 14.8 

—18.6 | —19.5 | —18.6 Ape |—13.8 | —10,9 

86.6 | . 85.5 | 86.0 | 86.7 | 67.2 | 82.2 

87 | 86. | 85 | 86 | 75. | 81, 
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stone being discolored in places by iron oxide; for six 
inches beneath the surface the voids were badly sludged 
up, especially so in those places where it was noted that 
pooling would first develop; there were many flies on the 
media but very few larvae; for the next six inches, or at 
a depth of one foot, the media became cleaner, the de- 
posits occurring in patches upon the white surface of the 
stones. In the corners of the bed (undosed by the circu- 
lar spray) the media, to a depth of two and one-half feet 
at least, was perfectly clean and plainly showed that 
there had been no lateral subsurface distribution. 


Coarse limestone bed (20-2) : 

The upper surface of the top layer of stone was per- 
fectly clean like 20-1; immediately beneath there was a 
considerable amount of sludge occurring in lumps, rather 
than films, upon the stones; this condition only exists for 
about six inches, below which the stones gradually and 
uniformly grow cleaner, until at a depth of two feet the 
large voids of this bed are entirely open and the stones 
fairly clean. 


Slag bed (20-3) : 

The film upon the surface of the top stones quickly 
dried, forming flakes, but immediately below the surface 
the pores of the slag, being filled with the usual jelly, re- 
tained moisture for a long time (at least two weeks). 
There were innumerable flies but few larvae, the black 
deposit was more sticky than in other beds and of slightly 
cffensive odor; an important matter always noted in ex- 
amining the slag media was that the bacterial jelly and 
also the sludge-like deposit adhered more tenaciously to 
the rough porous slag than the other kinds of stone. 

The bed was thus aludged up for a depth of sixteen 
inches, below which it began to grow cleaner, but was still 
quite dirty at two and one-half feet depth. 


TasBLE No. 32. 


Showing the Amount and Quality of Deposits Found in the Outside Filters when ia 
at the End of the Test. 


S3 2 Per Cent. Voids. § Analysis of the Deposit. 
meg] : 
<3 4a 25 
; 2és%j| 2 IMch. 23] May 6th to S Per Cent. of the Dry Residue 
8 | 323 as 1909. | 10th, 1910. ss Wet. Repost: that Is 
i ~ 
Kind of Media. | § |San| 26 8 
oF 8 m | Sm . 
ss AE 3 Ss of i (+) o hs > e P=] 
a Sow E fe 3 ; aa gs oF Ss ; iY 
2 5% 8 & a ~ : qs 3S Sa ve + be 
3 =P) re] 3 2 3 30 ro CI £ 3 
8 302 Be 8 3 & 8 ) se 25 iC x 2 
@ Zi fa - a A Ba @ > os z Fi 
—" { 
Fine limestone .-..| 20-1 9 1 47.1 | 46.6 | 42.6 4.0 | 4.65 | 68.8 | 1.14 | 30.6 | 69.4 1.0 8.5 
Coarse limestone __.| 20-2 9 Vv 49.6 | 40.4 | 48.6 0.8 | 1.6 | 6.S | 1.17 | 29.4 | 70.6 1.4 9.5 
Slag ...---.-------- | 20-8 9 1 52.6 | 49.5 | 47.2 2.8 | 1.40 | 77.8 | 1.10 | 85.9 | 64.1 1.8 8.8 
9” 46.6 | 47.8 0.8 | 0.70 | 71.9 | 1.95 | 26.2 | 78.8 1.4 2.1 
16" 47.4 | 46.5 0.9 | 0.87 
6 
3’ 46.44) 45.5 | 46.4 0.9 | 1.57 | 
Coarse trap ........| 20-4 55.0 1.88 9.2 . 90.8 0.6 0.8 
5’ 46.5 | 46.0 0.5 | 1.06 | 
6’ 45.6 | 44.6 0.9 | 1.92 | 
7 | | 
BIGO? 3 | vvccee ew cceeerdloeie eae a eee. ee eusee 48.0 1.52 7.4 | 92.6 | 0.3 0.5 
3” 46.7 | 48.4 8.3 | 5.60 
Mixed trap ...-----.- 20-6 10 46.3 68.5 | 1.18 | 24.8 | 75.7 1.1 4.8 
9” 48.3 | 48.2 6.1 | 4.72 
¢ 48.4 | 43.4 5.0 | 6.76 
45.7 75.8 | 1.09 | 26.6 | 78.4 1.2 5.2 
Fine trap..-...-....| 20-6 10 ad 46.4 45.0 1.4 8.75 
Floor |...-..-.|.-.—-..|.-...-.-|------—-|-----—--| 56.0 | 1.86 | 10.8 | 89.2 0.4 1.2 
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OuTsIDE SPRINKLING FILTER.—Station No. 20-4. 
Condition of 1-inch to 3-inch trap media at end of tests. 
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Coarse trap bed (20-4) : 


The film on the surface of the top layer of stones dried 
and desquamated very quickly ; beneath the surface layer 
a heavy accumulation had formerly been observed; the 
stones were only slightly dirty; in the upper six inches 
were many flies and beginning at that depth the larvae 
occurred in greater numbers than in ahy other bed, being 
especially numerous upon the cleaner stones. 

At a depth of one foot the only portion of the media 
showing any clogging was the overdosed ring about one 
foot wide and two and one-half feet from the nozzle; at 
two feet depth sludge had entirely disappeared, every 
stone except in the undosed corners being literally white 
with larvae; between this depth and four feet the stones 
grew dirtier but with a different quality material; in the 
upper portion of the beds the deposit had a sticky, 
tenacious, gelatinous composition, whereas at this point 
the deposit was granular and more like mud than sludge. 
This condition continued until the cobbles were reached, 
the surfaces of which were fairly clean, only in pockets 
and on level surfaces was any dirt found, which resembled 
sand more than mud; between the brick underdrains 
small stones had fallen upon the floor and had slightly 
retarded the free flow through the underdrains indicated 
by the fact that back of them were found deposits of 
sandy material up to the depth of one-quarter inch; there 
were no fungus growths in the underdrains nor upon the 
floor, so that it is not at all probable that any reducing 
' action occurred therein. 


Mixed trap bed (20-5) : 


The surface of the gravel layer was perfectly clean, but 
upon removing the top stones a horizontal layer or mat of 
wool fibres and sludge was found which was nearly im- 
pervious to the rapid passage of the influent; the trap 
stones beneath this mat were imbedded in a black, tena- 
cious mass like sludge, through this reddish-yellow spots 
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showed where the iron turnings (placed in this bed when 
reconstructed) had been oxidized; this complete clogging 
of the media extended to a depth of six inches, where the 
voids began to be slightly open, so that at a depth of 
eighteen inches the voids were not clogged, but the stones 
covered with a film of the black deposit. Even in this 
badly sludged up bed the undosed corners were found 
perfectly clean and dry. 

Fine trap bed (20-6) : 

The surface was quite clean, but the same mat existed 
as in 20-5 and described above; the worst clogging was 
in the upper three inches, beneath which flies were present 
and some voids open, but the media was very dirty. 

Beginning about one foot below the surface, the size of 
the media was undoubtedly smaller than appeared on the 
surface of the bed, stones between one-half inch and one 
inch forming a large percentage of the total; at a depth 
of one foot the media was cleaner than above, except in 
the over-dosed ring, and on the cleaner stones the larvae 
were found; the cobbles and underdrains were found in a 
similar condition to 20-4.”’ 


The results of mechanical analysis, void determination, 
and sludge analysis of the deposits are shown in diagram 
No. 26 and Table No. 32. The dotted straight line on 
the mechanical analysis diagram shows probable compo- 
sition of the mixtures as screened. The disintegration of 
limestone and slag is clearly seen by the divergence of the 
curve from the dotted line. 

The character and amount of deposit as shown in Table 
No. 32 agrees with the ocular observation, and attention 
is drawn to the small amount of organic matter stored in 
the coarse trap bed—in fact, a representative sample of 
deposit on this bed was difficult to collect, due to the 
small amount on each stone. 

Monthly averages of the chemical and bacteriological 
examinations of the filters are given in Tables No. 30 and 
31. 


DIAGRAM N® 26 
MECHANICAL. ANALYSES 
OF THE MEDIA MADE WHEN THE 


FILTERS WERE OISMANTLEO 
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Uprer SprINKLING FIttTER.—Station No. 21. 
6 feet of coarse clinker. Reading nozzles. 
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Upper Filter (No. 21): 

The object sought for in operating this filter was to 
find whether it was possible to operate a fine media bed, 
over which roughly screened sewage was well distributed, 
by properly arranged resting periods and raking. 

The mode of operating this filter has already been de- 
scribed, and it is only necessary to examine the analysis 
of weekly samples of influent and effluent shown in Table 
No. 33 and the relative stability on diagram No. 21 to see 
that the superior quality of effluent produced was caused 
by complete storage of the suspended and colloidal solids 
(the early effluents being as clear as filtered water). 

When the mat formed on the surface, oxidation ceased 
and the effluent became putrescent, as is seen by the rapid 
fall in the relative stability diagram. 

It would seem from this experiment that it is not 
practicable to apply a poorly prepared influent to a 
sprinkling filter, expecting to maintain it by rest and 
rakings, on account of the low rate of operation and the 
high cost of maintenance, together with the inequality of 
the effluent over extended periods. 


Lower Filter (No. 22): 


During the experimental design of the cam which con- 
trolled nozzle pressure on this bed, the influent was ap- 
plied in an unsystematic and irregular manner; this con- 
dition existed during the daytime from July 15th until 
the 22d, when regular operation began. 

The effluent from the bed during its initial operation 
was very low in suspended solids, contained nitrates and 
was perfectly stable. The rate was raised each week by 
increasing the number of lobes upon the cam. Until Sep- 
tember 15th the average influent had contained 45 parts 
per million suspended solids and the effluent only 23; prac- 
tically one-half of the applied solids had been retained 
within the bed, and on that date the bed was noticed to 
be pooled. Trusting in the uniform size of the media 


Tas.E No. 33. 
Influent and Effluent of the Upper Sprinkling Filter No. 21. 


Dates. 


1909. 

June 18 tO JUNE Be oo occ ce cceeins com coucsceasuecs 
JUNC 21) tO DUNG isc cece cscs cclw ea satccseceesiens 
JUNE 28 tO) JOY ied chess ie resist essen eccks 
July 5 CO-JUly: 12s us ces osetesccadecseieesse ees 
PUly 12: tO UY acct cseiccasceccec cee areas us 
Bed rested and surface forked: 

July 80 to August 2.2.22. -c cess on nsce ne cececewsces 
August 2 to August Qiao csssenececce ot tec cccsees 
August 9 to August 16_.........-...-...--.-..--- 
August 16 to August 28..........-.............-.- 
August 23 to September 4....-.-...-.-.----.-...-.- 


Total Suspended 
Solids. 


Influent. | Effluent. 


° 


Boo o 


PARTS PER MILLION. 


Nitrogen as— 


Nitrites 
Organic Nitrogen. | Free Ammonia. 


Influent. | Effluent. | Influent.| Effluent. | Effuent. 


7.0 1.2 1.0 0.4 8.2 
9.0 2.2 2.2 0.6 8.0 
Seevenseue 0.7 5.8 | 0.9 4.8 
1.8 0.8 8.8 2.1 2.6 
4.8 1.0 4.0 2.2 0.8 
nvteecewuns 1.2 8.2 1.6 6.1 
6.0 1.8 4.0 0.6 8.8 
4.8 0.8 8.2 0.4 8.8 
6.7 2.2 2.9 1.0 2.4 
4.4 0.2 8.6 0.6 0.2 


+ 
Nitrates. 


Oxygen Consumed 
80 Min. at 100°. 


Influent. 


Effluent. 


vO! 


a ae = ae & 
= P 


=“ 
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>) 


LOWER SPRINKLING FILTER.—Station No. 22. 
61, feet of %-inch to 1%-inch stone. Taylor square nozzles. 
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giving maximum voids, the aeration effected by the ven- 
tilating system, and the nearly perfect distribution, no 
attention was paid to the pooling, but immediately upon 
its occurrence the bed yielded a dirtier effluent than for- 
merly, and in two weeks the slight pooling disappeared. 
During the pooling no deterioration was noted in the uni- 
form stability of the effluent. 

The filter was shut down from October 6th to 13th, dur- 
ing construction in sedimentation tank No. 12 and it is to 
be noted that the bed did not unload thereafter. Subse- 
quent observation on the physical condition of this bed 
would indicate that the solids accumulated near the sur- 
face, and if they dried out sufficiently during this rest to 
desquamate, when the filter started up they were only 
carried deeper into the bed, not all the way down so as 
to pass out in the effluent. 

While the bed was shut down the orifices of the nozzles 
were reamed out in order to allow them to discharge a 
larger amount of sewage upon the bed and the distribu- 
tion was injured thereby, but the effluent still remained 
uniformly stable. 

About October 20th slight pooling again developed (ap- 
parently not due to any growths but to an accumulation 
of solids within the upper three inches of media) and 
this time grew quite bad. It was anticipated that the bed 
would clear itself, therefore no change in operation was 
made, and automatically the bed heavily unloaded, as is 
graphically shown on diagram No. 27. This caused a 
deterioration in the stability of the effluent, but it steadily 
recovered its perfect stability. After the bed had unload- 
ed new Taylor nozzles were placed, which restored the 
distribution to its former excellence. For one week about 
this time it was necessary, due to construction, to operate 
the bed irregularly, but it did not produce any adverse 
effect upon the character of the effluent. 

Beginning in November, a thermometer was placed in 
the underdrains at the ventilator and read daily; it was 
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soon found that the temperature of the bottom of the bed 
was subject to sudden and considerable variations, ap- 
parently having no definite connection with the air tem- 
perature within the building at the filter; at this time the 
physical and biological condition of the bed was excellent, 
and it was thought advisable to determine the effect of 
stopping the artificial ventilation of the bed; on December 
8th, therefore, the cowl was removed and the venilator 
plugged; four days later slight pooling was noticed, 
which gradually increased in area, but no deterioration in 
the quality of the effluent was apparent, although the fil- 
ter was built in an enclosed concrete tank, and the ar- 
tificial ventilation was not in service. 

In this condition the bed was shut down over Christmas, 
as has been described under the history of the outside 
filters. When put in service again on December 28th the 
bed did not unload nor was there any change in the extent 
of the pooling. 

On January 1st the bed was pooled, apparently caused 
by superficial clogging with suspended solids; the follow- 
ing day the bed was covered with the same pink growth 
already described as occurring on the same date on the 
outside filters. 

It was decided to experiment on the outside filters be- 
fore attempting any treatment of this bed; therefore, the 
growth was allowed to develop for seven days, in which 
time it grew to such an extent that the entire surface of 
the filter was covered with it, and the pools had joined 
into one lake. 

In the previous use of bleach upon the outside filters, 
considerable amounts of available chlorine had been 
wasted by passage through the bed at a faster rate than 
it could be used by the oxidizable matters contained 
therein. 

A solution of 10 pounds of 38 per cent. bleach in nine 
gallons of water was added in 250 ee. portions to the 
effluent of tank No. 12 (influent to lower filter), the rate 
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Data From Lower Sprinkling Filter No. 22 During January, 1910. 


Dates. 


cna Ie, 


December 28 to January 5------------ 


| 


Per cent. removed_ __-.----------- Bite nasi ell 


January 5 to January 12_------------ 


Per cent. removed 


January 12 to January 19 


Per cent. removed 


January 19 to January 26_----------- 


Per cent. removed_-__-..---------- | 


January 26 to February 2 


Per cent. removed 


February 2 to February 9_----------- | 


Per cent. removed 


February 9 to February 16__+-_------ 


Per cent. removed 


February 16 to February 23 


wer Cent... removed........2....55- 


rc 
go 
2 
=| 
Ls 
Z 
S 
o 
= 
Ss 
as 
M 
12 
| 22 
12 
22 
{ 12 
29 
12 
! 22, 
12 
1 3 
( 12 
1 22 
( 12 
i 22 
12 
29 


Suspended Solids. 


| 


PARTS PER MILLION. 


Nitrate . 


=<) === 


| gs 
3 ys | 3 
: & a 
a ce, > 
72. | 8 | 64. 
60. 12. 48. 
17. — 25. 
56. | 12. 44, 
24. 4. 20. 
7. | 66.5 | 54.5 
| | 
84. 0. 84. 
36. 0. 26. 
67. |_.------ 57. 
84. 16. 68. 
40. 0. 40. 
52.5 | 100. | 41. 
92. 8. | 84. 
56. 12. 44. 
39. — | 47.5 
A 2 Toe Se oars 
72. o. |) 72. 
40 o | a0. 
pie! ae 
ve al ee, oe 
48. 28, 20. 
48. 20. 28 . 
0. 29. _ 
58. 0. 58. 
64. 0. | 64. 


Oxygen Consumed. 


| 7. | 
| 52. | 


| = = 
= ) | ro) 
3 = |: 
D oS | ¥ 
| 
17.2 22.4 | 36.8 
17.2 14.0 | 28.2 
ee 
0. 97, | 87. 
| | 
6.8 98.8 | 33.2 
5.6 22.8 5.6 
| 
17.5 | 21.0 | 28.0 
7.6 22. | 364 
8.0 19.2 | 24.8 
mad @.: +? me. 
10.0 2.2 | 356 
8.4 90.8 | 21.2 
16. 17.5 | 40.5 
10.0 22 6 22 6 
8.8 20.0 18.8 
| 
12 | 1h. 44.0 
7.6 27.6 35.2 
8.0 17.6 23.6 
geass | 36. 33. 
8.4 25.6 30.4 
1.6 36.8 20.8 
81. aan, 18 
———E = 
6.8 | 30. 33.9 
14.8 13.2 24.0 
ee: a 28.0 
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St | —_—_—_—— . eee 7 ee 
oe a | a a +10. The filter had been shut down over Christmas for three days. When started 
: a. od . up on December 28th pooling was noticed. January Ist it had increased, and 
ie ae: Pnpmenkaranerow | nena on January 2nd the bed was covered with a pink fungus growth, and pooled 
ee Se ee ee eee very badly, which condition continued during remainder of sampling period. 
| 
January 5th, pooling very bad. Ten pounds of 38 per cent. bleach dissolved in 
nine gallons of water and tin cup portions added every two minutes, so that 
a ae Ce re 49, the effluent always contained a trace of residual chlorine. In five hours one- 
18.4 120. BT | half of the growth was destroyed, and nitrates had risen from 1.5 to 4. 
a ae: ! | January 10th, after twenty-four hours’ rest to dry bed out, forty-seven pounds 
iy of bleach dissolved in forty-seven gallons of water applied to bed through the 
11.5 | | | nozzles, and after one hour’s retention, influent applied regularly. Next morn- 
ing the stones were perfectly free from the fungus, but bed still pooled in 
a few places 
21.8 10.6 | (January 12th, after six hours’ rest, again applied forty-seven pounds of bleach 
112 —— | a +10. in forty-seven gallons of water through the nozzles, and kept bed idle for 
= ae = sixty-eight hours. On January 15th started up, operating the valve by hand, 
| | samen casi. <saeas emaeremeamat -1) so as to allow the nozzles to play on one portion of the bed constantly. The 
48.5 | | stones are perfectly clean and the effluent quite dirty. ‘The bed is now free 
| | from pools and has remained so. 
Ale: an | en awe ee rs 9 9 | Mh ° 
ml 55 87 vl | | sannney 25th, began to disinfect the INFLUENT to the filter by constantly 
j ‘ | 2 adding bleach at rate of 5 ppm. available chlorine. Stones perfectly clean 
eres petite aceks ere eee: iis ee ei and no pools. 
27. 
"i en ree 411.4 f 
6.6 a | a2. || Bleach added constantly to influent at rate of 350 pounds of dry bleach per acre 
; : : | per day, or 110 pounds per million gallons sewage. Stones clean and free 
a ee ee ee eee from pools. 
53. | | 
7 a Tee 7 
10.6 | 7%. |  .82 , +10.2 | >: 93.5 | Closed { 
Se Tees! SS See eee ae i clean and free from pools. 
32. | | 
ee See” Ace ee eee”. “| See | 
| | 
TE RTS aos | p92. | 61. | Closed 
eae _ ioe Stones clean and free from poo's. 
ee on | | | | | 
| | 
|. SSS SSS ae 
PS hi Seed > 
= 214. 68 . Closed 
9 
a | see tamed mt to clean and free from pools. 
56.4 : 


Tasrz No. 85. 


Bacteriological Data from Lower Sprinkling Filter During January, 1910. 


January, 1910. 


Baturday.... 1 
Sunday...... 2 
Monday ..-.-. 8 
Tuesday..... 4 
Wednesday... 65 
Thursday... 6 
Friday ...... 7 
Saturday.... 8 
Sunday...... 9 
Monday..... 10 
Tuesday..... 11 
Wednesday.. 12 
Thursday _.. 18 
Friday _-.-.- 14 
Saturday... 15 
Sunday-_--_--- 16 
Monday __--- 17 
Tuesday..... 18 
Wednesday... 19 
Thursday _.. 20 
Friday —-.-.- 21 
Saturday_._.. 22 
Sunday-.-.-..- 28 
Monday -_-__- 24 
Tuesday..... 25 
Wednesday.. 26 
in rs li y 27 
Friday ..---- 28 
Saturday.... 29 
Sunday...... 80 
Monday..... 81 


Bacteria per O. O. 


Influent. Effiuent. 
“2,000,000 | 660,000 
~~ 790,000 | 880,000 ~ 

,000 $70,000 
460,000 | 220,000 
ie bie a eae | Giemoussaces 
520,000 200,000 
Pe kosher Seal teeta a ct 
660 ,000 530,000 
~~"500,000 | 1,400,000+ 
820,000 | 1,450,000* 
610,000 |._.....----- 
700,000 900, 000+ 
~ "710,000 | 660,000 
510,000 |.....-._.-_- 
540,000 | 400,000 
730,000 000 
470,000 410,000 
~"~"670,000 | 178,000 

1,300 110,000 
500 105,000 
295 | 189,000 
175 | 140,000 


Pooling noticeable. 
Bed covered with pink fungus growth and badly pooled. 
Bed covered with pink fungus growth and badly pooled. 
Bed covered with pink fungus growth and badly pooled. 
Bed covered with pink fungus growth and badly pooled. 
Bed covered with pink fungus growth and badly pooled. 


Bed covered with pink fungus growth and badly pooled. 


chemical table. 
Stones are cleaner, but still pooled. 


Resting 


Rested until 1 P. M. Then applied bleach solution through nozzles. 
See chemical table. 

Stones quite clean, but still some pooled. 
Applied forty-seven 


influent. 


influent. 


Resting. 
Resting 


Ran “i constant head. Effluent dirty. 
Ran at constant head. Effluent dirty. 


Bed Is clean 
clean 
clean 
clean 
ejean 
clean 
clean 
clean 
clean 
clean 
clean 
clean 
clean 
clean 
clean 


* Liquiflers over 300,000 per O. O. 


and entirely free 
and entirely free 
and entirely free 
and entirely free 
and entirely free 
and entirely free 
and entirely free 
and entirely free 
and entirely free 
and entirely free 
and entirely free 
and entirely free 
and entirely free 
and entirely free 


from pools. 
from pools. 
from pools. 
from pools. 
from pools. 
from pools. 
from pools. 
from pools. 
from pools. 
frem pools. 
from pools. 
from pools, 
frcm pools. 
from pools. 
and entirely free from pools. 


t Bed unloading. Many liquifiers present. 


ounds of bleach through nozzles. 
See chemical table. 


Began to disinfect influent. 
disinfected. 
disinfected. 
disinfected. 
disinfected. 
disinfected. 
disinfected. 


Influent 
Influent 
Influent 
Influent 
Influent 
Infiuent 


Then rested. 


Bed clean and no pools. 
Bed clean and no pools. 


See 


chemical 
chemicel 
chemic1i 
chemical 
chemical 
cheniical 


Bleach applied to influent. 


table, 
table. 
table. 
table. 
table. 
table. 


See 


Bleach applied to 


Bleach applied to 


LOT 
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_ being regulated so that the effluent of the filter contained 
only a small amount of available chlorine as determined 
by samples taken every five minutes and analyzed at once. 
This method was used successfully to correct the fault 
of washing the chemical through, as done upon the outside 
filters. | 

One-half hour after commencing the treatment the 
edges of many stones were visible through the pink coat- 
ing; at the end of three and one-half hours the pooling 
had markedly decreased, and the stones were becoming 
visible in places; after the lapse of five hours, treatment 
was discontinued with at least 40 to 50 per cent. of the 
surface freed from the growth and pooling ended. Bleach 
had been applied in this manner at the rate of 850 pounds 
dry powder per acre; during the treatment the nitrates in 
the effluent rose from 1.5 to 4 parts per million and a 
sample of the effluent 4} hours after treatment began 
had a relative stability of .42 (the residual chlorine was 
neutralized before incubation), the stability of the effluent 
increased, although the filter still was at least half covered 
with the growth and pooled. 

The filter was shut down at noon on January 9th and al- 
lowed to dry out until 1.00 P. M. on January 10th, at which 
time a solution (one pound bleach per gallon water) con- 
taining 47 pounds bleach (two tons per acre) was sprayed 
over the bed through the influent pipe and nozzles; it 
was allowed one hour contact with the bed and then the 
usual influent applied; where the bed was pooled the 
strong bleach solution remained on the surface, but else- 
where it penetrated the clogging layer and caused the 
same change in its composition as has been noted before; 
a‘ter the bleach was applied the effluent outlet was. 
watched but no water drained through, so all of the 47 
gallons must have remained in the bed. 


UNDERDRAIN AND VENTILATING SYSTEMS OF THE LOWER SPRINKLING FILTER.—Station No. 22. 
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When the bed was started the effluent was examined 
for residual chlorine with the following results: 


Parts per Million. 
Time ea Was Available Chlorine Appearance. 
: the Effluent. 
Qo sees estes ee 6,890 Heavy white precipitate. 
10 minutes -............-.—.- 160 
20 minuteg _........-.---2 2... 39 
30 minutes -—....—W—.-._.-.- p>) All samples appeared 
dirty, but each suc- 
2 OUP. 22 eG eee chee 10.6 ceeding one less so. 
1% hours-.....--..-....-... 7.1 
2 NOUrPSieccsesc cose ce ccews 7.1 


This left the top stones quite free from the pink growth 
and clean, but below there were still considerable amounts 
of clogging matters. 

On January 12th the bed was rested for 6 hours in order 
that the water within the bed might drain out, then 47 
pounds of bleach in a strong solution was applied through 
the nozzles and allowed to remain in the bed for 68 hours; 
the top stones soon turned white and 48 hours after it 
was applied an examination of the media was made, and it 
was found that the formerly black deposit had been 
changed to a yellowish-grey for a depth of at least 6 
inches. | 

When the bed was started up the cam was not used, 
but the nozzles allowed to play constantly, the head being 
regulated from time to time by hand so that the entire 
area of the bed was thus dosed at a high rate. The initial 
effluent was opaque, full of dead larvae, and contained 5.6 
parts per million residual chlorine; 10 minutes later the 
effluent was less opaque, contained no larvae, and 3.5 resi- 
dual chlorine; in one-half hour the effluent was free from 
residual chlorine, and the suspended matter appeared to 
be composed of desquamated flakes; each succeeding sam- 
ple became clearer. 

The bed was now perfectly clean and free from pooling 
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and was operated in the usual manner until January 25th, 
when an apparatus was set up to add a solution of bleach 
to the effluent of tank No. 12 (the influent to this filter) 
in the same way as described for disinfection studies. 

In this way the lower sprinkling filter No. 22 was op- 
erated until March 2d, during which time the rate at 
which bleach was added was as follows: 


Average Rate of Application 
Bleach, 
Period—1910. 


Pounds per Acre| Pounds per 
per Day. Million Gallons. 


January 26th to February 2d_............_._.. 


850 112 
February 2d to February 9th.-...—-......_. 293 98.5 
February 9th to February 16th..._...._._._._ 192 61 
February 16th to February 28d_......-.....-_- 214 68 
February 23d to March 2d._.-........-._.-.. 222 7 


During the time that the influent to the lower filter 
was being disinfected the bed remained entirely free 
from pooling and had the appearance of a perfectly new 
bed; the effluent returned to its former condition of high 
stability, although less regular than in summer. 

Soon after the addition of bleach to the influent was 
stopped the stones began to grow gray and the normal 
slimy jelly developed ; twelve days after, or on March 14th, 
the bed showed evidence of pooling; a pit was dug three 
feet from a nozzle at a point that appeared clogged, 
where an examination showed that there was no ac- 
cumulation of wool fibres as had been found in the out- 
side filters (the influent of which was not screened), but 
the voids in the upper part of the media were largely 
filled with a black, offensive deposit; near the surface 
many flies were found and also numbers of larvae down 
to a depth of two and one-half feet, at which point the 
media was dirty but the voids not entirely filled. 


February 
February 
February 
February 
February 
February 
February 
February 
February 
February 
February 
February 
February 
February 
February 
February 
February 
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12-Influent. 
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22-Effluent. 
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Taste No. 36. 
Bacteriological Examination of the Lower Sprinkling Filter when Influent was Disinfected. 


| B. Coll. (Jackson's Bile). 


12-Influent. 


22-Effluent. 
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Remarks. 


Bleach solution added to influent at outlet of tank 
No. 12 at rate of 293 pounds of 38 per cent. 
pone per acre per day, or 93.5 pounds per mil- 

on gallons. Stone clean—no pools. 


Bleach solution added to influent at outlet of tank 
No. 12 at rate of 192 pounds of 88 per cent. 
payee per acre per day, or 61 pounds per mil- 

on gailons. Stones clean—no pools. 


Bleach solution added to Influent at outlet of tank 
No. 12 at rate of 214 pounds of 38 per cent. 
bleach powder per acre per day, or 68 pounds per 
million gallons. Stones clean—no pools. 


Til 
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Two days later, or on March 16th, the ventilator was 
opened, the cowl restored, and an airmeter placed in the 
81x inch vertical ventilator. The rate at which air passed 
through the bed is shown at the bottom of diagram No. 27. 

The bed from this time to the end of the tests on April 
30th, generally yielded an effluent containing more 
suspended solids than the influent; the formation of ni- 
trates steadily increased and the effluent finally attained 
high stability, as in the early operation of the bed, indi- 
eating complete recovery. | 

On April 30th, when the tests were ended, the lower 
sprinkling filter (No. 22) was yielding an ideal effluent, 
the surface stones were covered with a thin layer of hy- 
drogel, and not the slightest pooling. An examination 
of the condition of the media was begun on May 3d by 
digging a pit five feet wide at the top and extending from 
the riser to the edge of the bed. 

The upper two or three inches of stone were very 
slightly dirty, the deposit not having a sewage odar but 
rather a damp sea weed smell; large numbers of flies were 
present and many stones were covered with larvae; a de- 
termination of voids upon the dirty and washed stone of 
the upper three inches showed a loss of 2.1 per cent. 

Between a depth of three inches and one foot the media 
became perfectly clean, and continued in that condition 
throughout its entire depth—in fact, except for large num- 
bers of stones covered by very active white larvae the 
media appeared as though it had been wet by water only. 
The vertical and horizontal ventilating pipes were as 
clean as when placed in the bed, the inside being dry and 
unstained. 

The only difference in the condition of the media here 
was that larvae and full-grown flies were more numerous 
adjacent to the ventilating pipes. The main drain was 
found clean and entirely free from any growths, the floor 
of the filter and under side of split tile drains similarly 
clean; the floor, however, was covered with a layer of 


Tasie No. 37. 
Influent to the Lower Sprinkling Filter. 


PARTS PER MILLION. 


1909-1910, 


Dates. 
% 
° 
> 
Me 20 TO FOSS «Goce se tn ceewetncs San Rene esi ren ee 
August. 5 to August 12___...2_...........- ee: Ss Ceeeeerenenn Seaver we 
Aveust 12 tO Angust 10..........-.52.s2..- a a es veneer: 
August 28 to September onan naan nnnn 17. 
eae | 
WOUND BVOEEGG Scena) HR | Pewee aeeweemeen 
September 2 to September 9 _-_-_----~--- 26. 
Poe «6 'O- to Sentember W6ucccceeccecs} | BO kc ee, 
September 16 to September 22_______-_--_- 50. 
September 22 to September 29_-_---___--_. ~------—-|---=------ 
September average..-..----.-.-----.---} 89. = | ----+-----|------...- 
pepsember. 20 ti ORGORE? 6. nccecccewccal «6 BR beeen vce ee, 
erceoper € 40° ORtODCE  Tesncccumscewcsececc] ~ FR; lxeccnmen|eantannmene 
October 13 to October 20_...._..._..______ 2. 
October 20 to October 27__--___-___-____-- 44, 
October 27 to November 3____-_____-_--__- 3. 
RIORONIOr (GVORREC 5a cccccececeseeess| 669 a eet ence ee 
November 3 to November 10_____-_-__-_- 96. 
November 10 to November 17___---_---_- 92. 
November 17 to November 24__-__-__--____ 76. 
November 24 to December 1_____---____-__| 52. 
November average_____-_________-_ eee 79. 
December 1 to December 8_____________- | 52 
December 8 to December 15_____-_-_-___- 52 
December 15 to Deceniber 22___-..-___-____ 52. 
December 22 to December 24 _____-__--_-_- | 40. 
December average________--___--______- 49, 
December 28 to January 5___________-____ | 64. 
January 45 to January 12_____-_________ 44, 
January 14 to January 19___________-___- | 84. 
January 19 to January 26________________ 68. 
January 26 to February 2___-__-__________ 84. 
January average____...._..__.._______ | 78. 9 69. 
February 2 to February 9______________ 72. 0. 72. 
February 9 to February 16______-______-_ | 48. 2B. 20. 
February 16 to February 23___-__________ 58. 0. 58. 
February 23 to March 2._......-__.____._- | 84, 34. 50. 
February average______________________ 66. 16. 50. 
Migteh 2 tO BERPCH  Biccecwccsic esc 88. 4, 84. 
Mareh 9 to March 16.........<.........-. 100. 24. 76. 
March 16 to Mareh 23____-_-_-_____ rises tantols 60. 4. 56. 
Merch 23 to Mareh 30_......: ........... | 56. : 49. 
MGTCW SVOTARG....WW nn cc ccccwee 76. 10. 66. 
ET a a | re | 36. 0. 36. 
meen .6 to April 1S. .............-...--.-~ 80. 30. 50. 
math 39° €0- April 20. ice 56. 13. 44, 
April -20 to April 27... ...-. 2288 ce 32. 22. 20. 
a i ei cif ume 
Ce eg |, a oe ae ne eee ) 13. 38. 


Suspended Solids. 


| 


Nitrogen as— 


Oxygen Consumed. 


parr ae ee | ee eee 


si | 
= | | | 
5 ms | = x Zz 
6 > | = 2 
= A = = ° 
= = , A — 
1.6 4.0 | 0. 64 62. 
1.3 43 0. 96 62. 
11. | 3.7 1. /44 48.6 
5.2 | 2.8 0.2 | 0.1 34.8 
2.3 a eee Sone ree 51.9 
4.0. 4.0 0.6 0.1 67.6 
3.6 sx 0.12 | 0.02 57.6 
4 3.6 SORT he ee 58. 
12 | 28 12 | 0.68 | 54.8 
23 | 83 22 | 27 | | (59.5 
1.4 3.4 | 02 | 28 | 60.4 
2.0 2.8 30 12 | 71.4 
4.0 3.2 25 15 | 79. 
1.6 2.4 28 “52 69.2 
| 5.6 | 39 "29 46 70. 
2.9 3.0 21 51 68.6 
| —5 ; iatciemeta! bimini - —— 
| 1.2 20 — 15 | 65 78.9 
| 6.4 1.6 OF 20 78.8 
3.2 4.0 5 49 62. 
2.8 3.6 16 | 2.0 ° 58. 
3.4 2.8 | 20% 81 69.2 
a | } 
es ee ore. 
1.6 2.4 0. | 2 60. 
| 3.6 3.6 6 | 1.4 73.6 
7.0 3.4 16 1.8 7. 
6.0 3.6 Cr 18 74, 
| Se ee eee be 
4.55 395 12 1.2 | 69.4 
6.2 sa | 4 | 1.6 76.4 
PRET, CRN.” iy UREA SO aie 68.8 
CN OMG. <5 pena MUTA 66.0 
ERE hee ap seuMUES eRareaet 70.8 
ceeinaipeteh 4. .c Nt gg. _...--.--..| 67.2 


Settling. 


r 3 
nS 2 
£ S 
3 S 
O D 
51./2 
49.16 
25.2 21.0 
13.2 | 18.0 
| 
21.6 | 32.4 
54.0 
27.6 | 98.4 
26. | 24.8 
18.8 | 34.9 
25.6 28.0 
9.6 51.2 
18.0 40.4 
24.4 35.6 
27.2 31.6 
- _) 

20.9 87.4 | 
30.0 37.2 
22.0 35.6 
19.2 33.2 
16.4 | 34.8 
21.9 25.2 
24.4 24, 
31.2 | 38.0 
25.2 33.2 
31.2 | 32.0 
28 31.8 
22.4 36.8 
28.8 33.2 
22. 36.4 
25.2 35.6 
23.6 53.6 
24.4 35.1 
27.6 | 35.2 
25.6 30.4 
30. 33.2 
25.2 30.8 
27.1 | 32.4 
15.6 17.6 
24.8 29.2 
22.8 29.2 


ROE Re ae: 58. 
1 40 1.1 | 61.2 
| eS er ee renee 3.5 | 58. 
| 18 3.3 61.6 
2.6 59.7 


25.3 


| 19.4 


Dates. 
1909-1910. 


wary 22 to July 20....-......... | 


ee 


July 29 to August 5___-__________ 
August 5 to August 12_-________ 
August 12 
August 28 


Suspended Solids. 


2 
a, 8 | & 
2) om | ° 
a = > 
Ty Nirilecadomeacdl emacteulataaases 
Hie’ Wncecacasipncdidl craepiscanecanns 
Se eae 
We deneetteectese tes: 
Ws Dade ee 


August average ______________ ae ray Selene Reee ener 
September 2 to September 9_-_-| 8. |______.._... | 
September 9 to September 16___| 28. 8. 20. 
September 16 to September 23 2=| 2s 0. 28. 
September 22 to September 29___ 38. 16. 22. 

September average ___________ | i ne rae 
September 29 to October 6_______ | 60. 32. 28, 
October- 6 to Oetober 7_______- 17. 3. { 14. 
October 13 to October 20_________ 42, 4. | 88. 
October 20 to October 27________- | 34 2. | 32. 
October 27 to November 3____-___ A 0; | 36. 

Oetober average .....=...-_..- | 38. 8. | 30. 
November 3 to November 10____ 36. | 0. | 86. 
November 10 to November 17__-_ 212. 72.. | 140. 
November 17 to November 24_-___| 372. 182. 190. 
November 26 to December 1_____- | 146. 54. 92. 

November average ___________ | 192. Tix | 25 
Fs i baad 
December 1 to December 8_____ | 48. | 8. | 40. 
December 8 to December 15_____ | 80. 4. | 2. 
December 15 to December 22. __ 48. 12. 36. 
December 22 to December 24_____ | 24. 4, 20. 

December average ___-_____--- 38. wis 
December 28 to January 5___-___- 60. 12. 48, 
January 5 to January 12_______ 24. 4, | 20. 
January 15 to January i9_______ 36. 0. 26. 
January 19 to January 26____-.- Ad), 0. 40. 
January 26 to February 2__ ____ 56. 16. 44, 
- Oe RS REE See Loe 

January average __________. | 43. | 6. oi. 
February 2 td February 9 40. 0. | 40. 
February 9 to February 16_____ |; 48. 20. 28. 
February 16 to February 23_____| 64. 0. 64, 
February 23 to Mareh 2_________. | 8&4. 34. 50. 

February average ___________- | 50. 14, | 45, 
Pe ae ee = = = 

| 
March 2 to Mareh 8_-__-__------- 112. 50. 62. 
Mareh 9 to March 16_-__.._-__-_ 160 64. 96. 
March 16 to March 23____________ 148. 60. 88. 
March 23 to March 39____-__--__- | 40. 16 24, 

Mareh average -__-..._-...._- | 115. 47, 68. 
Mareh 30 to April 6.2200 20502-2. | 110. 34. 76. 
April 6 to April 18_____-_-_._-_- | 140. 60 80. 
April 15 to April 20..-....._.... 38. 0. 38. 
April 20 to April 27_____._______ 52. 22. 30. 


April average 


Tasie No. 38. 
Effluent of the Lower Sprinkling Filter No. 22. 


PARTS PER MILLION. 


Nitrogen as— 


Free Amm, 


_ fat pe et et 
ou) 


Loell St 


0 


Nitrites. 


Nitrates. 


| 


Oxygen Consumed. 


Settling. 


Colloidal. 


bo 
_ 


mete DD CO 
O DH 


OO CO et bo bo Ww 
i) 


bo 
lor) 


~I 


oO 


Solution. 


aa ee ae ea a a a a ew ee we we ee | ee mw wee 6 ee 


Turbidity. 


| Temperature. 


~ 
Ras 
| 2 ; 
be = 
_ 
Qo mH 
= = 
¥ 3 : = 
3 o mt q 
fy eS a =) 
see 900 | 24.6 |__---_- 
aa 900 | 26.1 |_-_____- 
eaenrne 900 | 27.3 |_______ 
mene! ee > 2S too 
aN 857 | %.3 |____-__- 
eel ee 889 | 25.0 |_______- 
peace’ 900 | 22.5 |__-_- 
eepatiens 900 | 24.3 |__.__- 
ines 895 | 93.2 |________ 
Fe gags 900 | 99.5 |_-_-___- 
Poe 25) 899 | 93.1 |________ 
a 205 | 20.5 |___-_- 
es T°" i ee eee 
Fe aaa 99 | 129 |_______- 
(Sebel es "840 | 18.4 |_______- 
recall 845 | 19.2 |__-____- 
{ |— 
See | 53 | 90.1 |_ 
Ey cease | .746 | 191 |__-__- 
aaa | 1507 | Jo8 |__---__- 
jecetoa 600 | 175 |__-____- 
pee 0 | 465 | 
Aeneas 651 | 17.7 | .---- 
A | .696 te 
eaeaaae 808 | 16 |_______- 
De Face ee .780 (3. 2 eee 
ene po | 19 |_...... 
Saleen 2 
4.4 | 0 | % (LW. 
18.4 | .571 i ae 
1.9 | .22 | 104 |........ 
13.0 | .867 | 129 |__..__- 
6.6 | .861 | 11.4 |_-----_- 
14.1 | .722 | 10.7 |___.__-- 
10.6 | .8293 | 10.2 | 10.2 
Pama 884 | 10.5 9.7 
11.2 | .795 | 12.4 |. 10. 
10.6 | .830 | 129 | 10.1 
10.8 | .833 | 11.5 | 10.0 
14.2 | .946 | 158 | 11.3 
is.s | .635 | 13.1 | 12. 
16.8 | .750 | 15.8 | 19. 
Sain, | .723 | 20.7 | 18.1 
area | 71 | 16.4 | 12.1 
11.8 | .703 | 922. 15.1 
8.8 | .887 | 20. 16.2 
3.4 | .900 | 20. 15.7 
smeateee 900 | 20. 16.2 
848 | 21 | 15.8 


ye jn se 
| 
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AO A ee 
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Taste No. 39. 


Showing Bacterrological Lxamination of the Lower 
Sprinkling Filter, No. 22. 


, B. Coli. per 0. O. 
Bacteria per C. CO. Presumptive. e 
Dates, | 
1909-10. Screened Screened 
Crude and Effluent and Effluent 
Sewage. Settled of Settled of 
Sewage No, 2. |Sewage | No. 22. 
Influent. uent. 
July 29 to Aug. 5_--.-.-.. 9,600,000 | 9,500,000 70,600 | ieee ee tes eo ee aes 
Aug. 5 to Aug. 12...-....] 6,700,000 |... _|__._-_--.- | Bite ee i as eh ree 
Aug. 12 to Aug. 19--_-_._- OO OO i hc a eo se eee 
Aug. 19 to Aug. 28____-__. "200,000 |._.....-._-- eRe nea ances as 
Aug. 28 to Sept. 2_-_-..- 4,000, 000 4,000,000 | 200,000 | 750,000 650 
August average ......- 5,800,000 6,300,000 | 173,000 [2225-3- 25 lenecoee ee 
Sept. 2 to Sept. 9......| 3,700,000 3,600.000 340,000 500 ,000 10,000 
Bept. 9 to Sept. 16. --.. 3,200,000 2,400,000 260 , 000 180,000 12.600 
Sept. 16 to Sept. 23_..-.. 8,700,000 2,800,000 116,000: ono cee cee eee: 
Sept. 23 to Sept. 29_..... 1,800,000 | 1,600,000 122000 laces oo ee 
September average ....| 3,600,000 | 2,600,000 186,000 400 , 000 8,700 
Bept. 29 to Oct. 6_____-.- 2,300,000 | 4,000,000 $20,000 |_--.__----|--- 
Oct. 6 to Oct. 7 ...--- 1,400,000 | 1,200,000 110,000 foes see 
Oct. 17 to Oct. 20____.-.. 2,°00,000 | 2,100,000 845,000 |----- ei 
Oct. 20 to Oct. 27_._..... ,600,000 | 3,500,000 126,000 |_--__-.-__ leeteee eo 
Oct. 27 to Nov. 8.-----.- j ,000 1,700,000 804,000 |__.-.-___- | DoseesecS 
October average -_---.- 2,800,000 | 2,200,000 $20,000 |_-...-..--|.---.-— - 
Nov. 8 to Nov. 10.----..| 1,200.900 | 2,200,000 475 000: oo “ 
Nov. 10 to Nov. 17_...---| 4,600,000 | 2.950,000 830; 000 yoo ee es 
Nov. 17 to Nov. 24___..-- 4,500,000 | 3,200,000 680,000 |... - |e 
Nov. 26 to Dee, 1___.__.- 1,900,000 | 1,750,000 430-000 topes Posto 
November average -...| 2,700,000 | 2,700,000 627,000 |....------ eae 
Dec. 1 to Dee. 8... .. 5,400,000 | 2,850,000 330,000 | 200,000 3,400 
Dee. 8 to Dee. 15__.._-.-| 3,500, 1,700,000 370,000 80,900 11,0) 
Dec. 15 to Dee, 22.-__.__.| 1,800,000 720,000 199,000 50,000 3,390 
Dee. 22 to Dee. 24... _.- 1,300,000 620 ,000 230,000 53,000 7,500 
December average -..-| 2,100,000 | 1,400,000 | $10,000 | 100,000} 10,000 
Dec. 28 to Jan. 56..-......| 1,700,000 1,200,000. | 650,000 | 180,000 $2,000 
Jan. 5 to Jan. 12........| 1,200,000 675 ,000 R80 ONO soe oe 
Jan. 15 to Jan, 19..____.- 1,100, 000 £80,000 | 1,250,000 |. t 
Jan. 19 to Jan. 26__..... 980,000 592,000 500,000 j---- 2-2} 
Jan. 26 to Feb. 2... .. 920 ,000 134.000 157,000 !_..-----.-|-------—- 
January average ._.-| 1,100,000 578 ,000 515,000 | 200,000 25,000 
Feb. 2 to Feh, 9...-._.. 1,200,000 °5,6%0 $95,000 [Loe 
Feb. 9 to Feb. 16___.--.- 1,300,090 590,000 700,000 7,500 5,200 
Feb. 16 to Feb. 28_-.-....} 2,109,000 790,000 680,000 2,300 12,300 
Feb. 28 to March 2...-.. 2,000,000 1,200,000 570,000 45,000 14,000 
February average ....| 1,690,000 | 695,000 560,000 29,000! 12,030 
March 2 to March 8..../ 1,500,000 940,000 520,000 54,000 4,400 
March 9 to March 16_.__! 1,790,000 | 1,500,000 440,000 80,000 16,000 
March 16 to March 23__..| 2,000,000 | 1,490,000 470,000 52,000 16,000 
March 23 to Mareh 30_...| 2,600,000 | 2,300,000 430,000 | 180,000 30,000 
March average -__...- 2,000,000 | 1,600,000 | 460,000! 77,000 | 16,000 
March 30 to April 6......| 2,750,000 Se ea: Se ee Oe ee ee 
April 6 to April 13... -]....- 2... 2. 4,900,000 1,190,000 |_- 2-2 lel 
April 13 to April 20__....| 2,200,000 2,100,000 269,000 50,000 10,000 
April 20 to April 27.-.-.- 8,600,000 2,000,000 208 ,000 10,000 1,000 


oes | eee | ee | ees | ES 


April average .........| 2,900,000 | 2,540,000 444,000 87 ,000 7,000 
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active larvae which probably came down from the filter 
media after the bed was shut down, for a slight stream 
of water washed them into the main collector. 

A sample of the deposit upon the stones composing the 
upper few inches was analyzed similarly to the sludge 
with the following results: 


—w 


Wet Sludge. Dry Residue. 
Per Cent. 
Spr. Gr Water Volatile. Fixed. Nitrogen. Fats. 
111 | 82.1 40.4 69.6 1.6 20 


It must be remembered that the sample included the 
bacterial jelly and large numbers of worms, which would 
increase the volatile figure. 


Fats in Sprinkling Filters. 

The amount of fat (ether soluble matter from an acidi- 
fied sample) in the sewage applied to, and in the effluent 
from sprinkling filters is given in Table No. 40 and shown 
separately on the diagrams of the outside and lower filter 
and collectively on diagrams Nos. 25 and 29. 

From an inspection of these data it will be observed 
that at least during the period from January to the end of 
the tests (covering the time in which fats were deter- 
mined) the fine limestone bed (20-1), the coarse trap bed 
(20-4), and the lower filter (22) yielded on an average 
effuents markedly lower in fat content than the effluents 
from the other beds, and it is known that in ‘these beds 
biological action was more vigorous than in the others, 
and it, therefore, may be surmised that, although fats are 
very resistant substances, in these three beds at least the 
fats were oxidized. 

That the removal effected by the lower filter (No. 22) 
was not due to storage of the fats within the pores of the 
media is shown conclusively by the fact that although 
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IN PARTS PER MILLION 


FATS 


PERCENTAGE. 


REMOVED 


1910 
JAN. FEB. MAR. APR. 
28 5 12 92682 3 16 23 2 9 1623 506 13 20 77 
24 INFLUENT 
EFFLUENT 
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LOWER. FILTER 
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SPRINKLING FILTER 


DIAGRAM N& 29 
Fats tn the influent and 
effluent of the sprinkling 

filters. 


AVERAGE. 
PERCENTAGE. REMOVAL OF 
FATS BY THE SPRINKLING 
FILTERS : 
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Tasxe No. 40. 
Fats in the Influent to and the Effluent of the Sprinkling Filters. 


| Outside Filters, Lower Filter. 
Date. In- Effluent. Influent. Effluent. 
1910. fluent. 
| Date. 
1910. 
| 10 20-1 | 20-2 | 2-3 | 20-4 | 206 | 206 
12 2 
January 3 to January 10_..—-.-.--.- | 16.0 13.0 14.4 29.0 14.0 | $4.4 51.6 | December 28 to January 5_-. 17.8 21.4 
January 10 to January 17.--------- | $2.0 13.8 18.8 25.2 19.6 24.4 26.4 | January 5 to January 12. 20.8 18.4 
January 17 to January 24_..-.----- | 18.2 6.6 11.4 11.2 10.4 17.2 11.0 | January 14 to January 19_-. 21.8 11.2 
January 24 to January 31_--------- | 37.2 7.2 9.2 6.4 9.0 13.4 11.4 | January 19 to January 26__ 17.8 13.0 
Average for January----_---.--- | 22.5 | 10.1 | 13.4 | 17.9 | SEY - fl te UR eee eee ee Ce, See er ie Sk 
January 81 to February 7_--.-.-.. a 18.6 6.8 11.2 | 9.4 | 10.2 | 13.2 | 14.8 | January 26 to February 2_- 14.0 6.6 
February 7 to February 14.-...-.. | 13.4 8.2 8.4 14.8 11.6 18.2 16.8 | February 2 to February 9 15.6 10.6 
February 14 to February 21-.-.--.--- | $3.4 18.2 14.8 | 23.6 17.0 14.6 18.0 | February 9 to February 16 by | Sp en 
February 21 to February miele 43.2 22.8 40.0 | 27.0 22.6 | 17.4 21.0 | February 16 to February 23 25.6 | 11.2 
————L 
Average for February--.--...----- | 27.1 | 14.0 | 18.6 | 18.7 | 15.3 15.8 | | ee et Cee eee ees 
February 28 to March 7.----------- | 20.2 | 11.4 | 16.2 | 23.2 | 9.6 | 16.8 | 14.0 | February 23 to March 2._.| 12.6 10.6 
March 7 to March 14........—. | 32.9 18.2 24.2 20.0 16.8 | 22.2 23.6 | March 2 to March 8. -.--- 20.4 | 14.2 
March 14 to March 21-....----.-.- 28.2 11.0 12.6 16.2 15.2 17.6 18.2 | March 9 to March 16..... 18.6 18.8 
March 21 to March 28 won ennenn en) 23.8 4.4 5.2 44.6 5.4 18.0 13.2 | Mareh 16 to March 23_..__- 19.2 | 16.8 
Marcell '23°'t0:. April '4.....sccesnecuce | Shut down. | March 23 to March 30_-.-.-|.......-.. ——— 
Be See, ee ee ee) SSS eee) eee ee eee ee oe A ee ee Se |e 
Average for March.-............| 26.8 | 11.2 | 14.5 | 26.0 | 11.7 | 18.6 0 Ee ee Se | etna nab Sentnged 
Age 4. $0. AMET Discretes oe 13.2 | 6.6 | 14.0 | 16.0 | 16.1 | 19.6 | 17.6 | March 30 to April 6.....| 18.6 11.8 
ADT 11 20 ADTE Nims) 16.6 9.2 9.4 10.6 7.0 9,2 12.8 March 6 to March 13_._-.. 10.4 8.8 
April 18 to April 96...............- 10.4 10.2 13.2 12.4 7.2 14.0 9.8 | March 13 to March ?0...-.. 5.0 3.4 
Wort RS. ta Agr Oe an cate ke J--o-=mo= a (ister ener eaew eas March 20 to March 27.---.- ee 
Averagé {Of ADTib ca cccessnncsan | 13.1 | 8.7 12.2 13.0 | 10,3 | 14.3 gb RD pate Se PS Oe Le RE EE | ps ene eles 
Grand average --.-.----------.- 22.3 | 11.1 | 14.8 | 19.3 | 13.4 | 19.5 | BOD Nc paceqccteieeeeeenpenesS 17.0 | 12.6 


ee eee ee eee OS EF LU Ne NeeaeOEeS eee Eee emn*”,—_ esc |. 


POF Oey, KEMOWAL ccna ecsienf ee ss | 50. | $3.5 13.5 | 40.0 | 12.5 10.0 | ee ee Pee | 26.0 
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the bed did not discharge as much fat as was applied to 
it, there was no evidence of stored matters when it was 
dismantled. 


Bacterial Content of Effluents of Sprinkling Filters. 


It is not to be expected of a rapid purification process 
that it will yield an effluent low in number of bacteria, but 
when a aprinkling filter is satisfactorily oxidizing the ap- 
plied sewage it is also effecting a considerable removal of 
bacteria. 

The effluents of the outside filters (No. 20) are not 
justly comparable with that from the lower filter (No. 
22) as their influents were quite different and the physical 
conditions of the filters very diverse. 

Considering the outside filters, it will be seen in Table 
No. 31 that on an average the removal of bacteria is di- 
rectly proportional to the depth of the filter. 

The lower aprinkling filter (No. 22) produced an 
effluent whose average bacterial content is identical with 
the fine limestone bed (20-1), although the latter was 
deeper and operated at a lower rate. 


Stability of the Effluent of Sprinkling Filters. 


The object of the sprinkling filter is to render stable 
the putrescent matters of sewage. Over long periods of 
time it ought not to remove solids, for in order that such 
a filter shall not become clogged it must unload the ac- 
cumulated matter, and thus establish an equality between 
total suspended solids in the influent and effluent. 

Also many substances nitrogenous or carbonaceous in 
their composition and therefore reported in the analyses 
under organic nitrogen or oxygen consumed, are stable, 
and not acted upon in transit through the filter, therefore, 
to preserve the permanence of the filter they should be 
thrown off. 
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the slightly clogged condition of the finer media is much 
in the iavor of the shallower and coarser bed. 

The practically perfect record of the lower sprinkling 
filter, as shown at the bottom of diagram No. 21, having 
retrograded at only two places, in November when the 
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The measure of the putrescence of sewage is its avidity 
for oxygen. An effluent which requires but little oxygen 
from the stream into which it may be discharged will con- 
tinue to improve as the stream flows on regardless of the 
stable organic matter contained in said effluent. 

For these reasons much weight should be given to the 
determination of relative stability of sprinkling filter 
effluents. 

The biological condition of the filters during different 
times of the year has been partially interpreted by the 
relative stability of the effluent at those times, but in se- 
lecting the most economical depth and range of sizes of 
stone the average and the regularity of the relative sta- 
bility must be considered. 

Examining diagrams Nos. 21 and 22 and the monthly 
averages relative stability in Table No. 30, it will be seen 
that the average figure for the 13 months’ operation is 
very similar for the fine and coarse limestone, the coarse 
trap, and the slag beds (20-1, 2, 3 and 4), therefore they 
may be properly compared. The two shallow filters seem 
to be in a class by themselves and should be considered 
separately. 

Diagram No. 21 shows how the fine limestone bed 
yielded a stable effluent very soon after its start, and that 
the stability was more regular than any of the outside 
filters; the coarse trap bed produced a stable effluent in 
a time slightly in excess of this bed, and the general sim- 
ilarity of diagrams of these two filters shows that the 
oxidizing power of the seven foot bed of coarsé trap was 
equal to the eight foot depth of fine limestone; and the 
almost perfect condition of the media at the end of the 
tests in the coarser and shallower bed as compared with 
the slightly clogged condition of the finer media is much 
in the cavor of the shallower and coarser bed. 

The practically perfect record of the lower sprinkling 
filter, as shown at the bottom of diagram No. 21, having 
retrograded at only two places, in November when the 
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filter unloaded, and in January when it was clogged, is 
evidence of the efficiency of a well prepared tank liquor, 
evenly distributed over a uniform size media. 

From the fact that the ventilator was open during the 
warmer weather, which in itself would tend to secure fa- 
vorable results, and was closed during the extremely cold 
weather, which would tend to produce unfavorable con- 
ditions, thereby introducing another variable, it is mani- 
fest from an examination of the diagram No. 27 that there 
is not sufficient variation in the action of the filter under 
these two conditions to show conclusively any distinct ad- 
vantage due entirely to the use of ventilating appliances, 
although it is believed that ventilation will distinctly 
benefit and render uniform the action of the various parts 
of a percolating filter, and that its absence might tend to 
foster clogging or reduce the effectiveness of a filter in 
spots. 


The Relative Economy of Various Methods Used to Re- 
lieve Clogging of Sprinkling Filters. 


The methods used to relieve clogging in the sprinkling 
filters were: (a) resting the beds in order that the accum- 
ulated matter would dry sufficiently to desquamate and 
be washed out by the ordinary discharge from the nozzle ; 
(b) washing the filter with water from a fire hose; (c) ap- 
plying dry bleaching powder to the surface; (d) applying 
_ a strong solution of bleach through the nozzles; (e) con- 
tinuous disinfection of the influent. 

(a) In the warm, dry weather this method proved suc- 
cessful at no labor cost, but during the winter it did 
not cause the beds to unload. 

(b) In washing with a fire hose the force of the jet was 
so great that no forking over the media was necessary 
and it was found that large quantities of solids could be 
removed without injury to the biological action of the 
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filter by the use of 115,000 gallons of water per acre, and | 
that about 24 hours would be required for the work. It 
would require two or three men to manage the hose. 


(c) The application of dry bleaching powder, while suc- 
cessful, was not economical, for it does not act as efficient- 
ly as the strong solution which penetrates the bed, and 
furthermore, when the influent is applied a large propor- 
tion of the available chlorine passes through the bed so 
rapidly that it is not used by the oxidizable matters. 


(d) The application of a strong solution of bleach in 
quantities of two tons per acre through the nozzles was 
accomplished in a very economical manner. It is only 
necessary to empty the contents of the drums into 
the dosing tank, stirring it until it is at least partially 
dissolved or in suspension and then apply it through the 
nozzles as an ordinary influent. 

This would require only the labor to empty the bleach 
into the dosing tank and to mix it. 


(e) The continuous disinfection of the influent main- 
tained the lower sprinkling filter in perfect condition and 
supports the claims of Dr. Rideal as mentioned heretofore. 

It would require an inexpensive apparatus for the ad- 
dition of the solution to the influent and the services of 
an attendant, the same as in any disinfection process. 


THE BACTERIAL SURFACE FILTERS. 


This battery of filters was put in service on April 6, 
1910; the screened and settled influent was applied to 
each unit of the battery at a net rate of 500,000 gallons 
per acre per day; this was accomplished by setting the 
movable orifices so that they discharged 100 cc. per 
minute into the tipping trays beneath. 

Although the volume or space occupied by each filter 
was the same, and as near as possible the size of the 
media identical, the ‘‘bacterial surface’’ (as described by 
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Mr. Rudolph Herring in the Engineering News of May 
6, 1909) was quite different, and constituted the only 
variable in this battery of filters. 

The physical appearance of the effluents showed the 
effect of surface attraction—those yielded from the smooth 
marbles and gravel being very similar to the applied 
water, showing little or no adhesion; on the other hand the 
rough porous slag and coke from the first produced a 
greatly clarified effluent. 

The rapidity of maturing of the beds having large bac- 
terial surface is shown in the following table and on dia- 
gram No. 28. 


Average Relative Stability and Nitrates in the Composite 
Weekly Samples of Effluent from the Bacterial Surface 
Filters. 


Number of Bed. 27-1 27-2 27-8 27-4 77-5 

hind of Medla. Marbles. Gravel. Stone. Slag. Coke. 
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13th to 20th_._..-_.- .40/ 0.1 | .63] 1.0 52 | 1.6 79; 1.0; .69| 4.0 
20th to 27th....-....| .45 0.2 57 1.0 78 1.0 81 1.5 .88 3.5 
27th to 30th_....-- - 68 | 0.2| .76] 1.0 89; 2.0 89} 3.0] .90] 2.5 


This experiment was too small in size and, owing to the 
necessity of shutting down the experiment station, cov- 
ered too short a period of time to justify very extensive 
conclusions being drawn, but it would appear from the 
short run with these media that other variables may have 
a governing bearing upon the general principles laid 
down in connection with the theory of bacterial surface. 
These may arise from certain constituents of the applied 
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liquor, such as fats or brewery wastes and the ease of 
clogging from these or other causes of the various media, 
even where the interstices are of equal size. 

The case of the slag bed (20-3) and the gravel bed 
(20-5) may be cited as instances. The smooth surface of the 
latter did not allow either the formation of an effective 
‘“‘Smutzdecke’’ nor the adhesion of suspended solids, 
while the pores of the slag soon became filled and the 
rough surface covered by a thick jelly, after the forma- 
tion of which the bed became more clogged than broken 
stone beds and when unloading occurred the porosity of 
the slag prevented the clogging matters from efficiently 
being washed out. 


THE HAMBURG FILTER. 


The construction of this filter has already been ex- 
plained under ‘‘ Description of the Testing Station.’’ 

It was intended to dose it with 23 gallons of the effluent 
from sedimentation tank No. 17 every three hours or at a 
rate of one million gallons per acre per day, resting the 
filter every eighth day in order that the fine distributing 
layer might have an opportunity to dry. The history 
of this filter is very similar to the upper sprinkling filter; 
it produced a clear, bright effluent, well nitrified and 
stable. 

But it was not possible to maintain a sufficiently high 
rate to justify extensive study of this method of dis- 
tributing sewage over a percolating filter. Its history 
briefly is as follows: On November 4th the filter was 
started; the influent during the first week of operation 
contained only 34 parts per million suspended solids (a 
very good tank liquor). The first effluent carried through 
considerable amounts of fine coke, but by the end of the 
first dose this had ceased and the effluent was clear. 

After one week of service the upper or distributing 
layer of media was so clogged with the suspended solids 


122 


and much of the colloidal matter of the influent, that. 
sewage stood continuously on the surface. A day’s rest 
at this time did not relieve the clogging, after which the 
bed was again started and after another week’s service 
the bed was rested, and just before starting raked over. 
This only temporarily benefited the distributing layer, 
and at the end of the third week it was rested four days 
and the upper layer of fine coke thoroughly raked. It 
was noticed that the fine pieces of coke were imbedded 
in a gelatinous mass undoubtedly composed of suspended 
solids and ‘‘hydrosols’’ which had been changed to the 
*“*gel’’ condition. During the three weeks of operation 
the influent, though low in suspended solids, was turbid, 
due to matter in a colloidal state, and the effluent clear 
and bright. 

This change must have been brought about by the re- 
tention of the finely divided matter in the distributmg 
layer of coke. 

When the filter was again put in service it was found - 
that the dose would not percolate through the clogged 
distributing layer of coke in three hours, when it was 
time to apply another 23 gallons of the influent. The 
upper three layers of fine material were carefully re- 
moved, washed, dried and screened, and replaced in lay- 
ers one inch thick instead of four inches as in the original 
construction. It must be understood that this was not 
considered a practical method of building a filter, but 
was done to see if the fault was entirely due to the deep 
layer of fine coke. 

The same conditions developed with this construction 
as the original and after a total test of 15 weeks, during 
which time the net rate of operation waa only 640,000 
gallons per acre per day, the experiment was ended. 

Table No. 41 shows the results accomplished by this 
filter up to December 31, 1909. 


Taste No. 41. 
Action of the Hamburg Filters. 


PARTS PER MILLION. 
Suspended Solids. | Nitrogen as— Oxygen Oonsumed. 
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INTERMITTENT SAND FILTER 


The slate bed effluent being low in suspended solids, 
and already somewhat nitrified, it was thought that it 
eould be finally oxidized by a shallow coarse sand filter 
at high rates, but it was found that either the applied 
liquor passed through the bed too quickly for any biologi- 
eal action upon it, or after the mechanical straining of the 
influent had sufficiently clogged the surface of the sand 
and the influent slowly percolated through the bed, that 
aeration was interfered with. 

In the latter case the effluent was clear and bright, but 
the bed was unable to produce this character effluent at a 
gross rate of 200,000 gallons per acre per day for more 
than a week at a time, when it would be necessary to rest 
the bed and fork over its surface, then the cycle described 
above would be repeated. 

The experiments were carried on from December 1, 
1909, to March 2, 1910. 


THE SETTLEMENT OF SPRINKLING FILTER 
EFFLUENTS. 


The suspended solids in the effluent from a mature 
sprinkling filter are different, both in appearance and 
eomposition, from those in crude sewage. If samples of 
each are examined it will be noticed that the solids in 
crude sewage appear to be sticky and mucilaginous, 
whereas, after having passed through and been acted 
upon in the bacteria bed, they are either granular or 
flaky. Concerning the composition of these solids: the 
suspended solids in crude sewage during August, 1909, 
were on an average 29.5 per cent. fixed or mineral mat- 
ter, and in the effluent from bed No. 20-4, 35.5 per cent. 
were fixed matter. 

In order that the final effluent as discharged into a 
river shall be uniform in amounts of these solids regard- 
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Taare No. 42. 


Dates. 35 
1909-1910. E65 
| Beg 
Euz 
8 © Fe 
November 22 to November 29._........ 121 
November 29 to December 6._......._. 71 
December 6 to December 18_........... &2 
December 18 to December 20._........ & 
December 20 to December 24.......-._-. 61 
December 27 to January 8...---..--.-_- 52 
January 8 to January 4.. --..__-_---__|_._..._._- 
NCTA Oso 5 oo oo ec es 75 
January 10 to January 17_....-...- 20 
January 17 to January 24.-...-....._.. 21 
January 24 to January 31_.......___.. 29 
January 31 to February 7.........._.-. 26 
February 7 to February 14....-....... 30 
February 14 to February 21-.......... 45 
February 21 to February 28__......__- 101 
February 28 to March 7.......__._- 69 
March 7 to March 14_-.-...---....._-. 75 
March 14 to March 21_-..._.._..._.... 65 
March 21 to March 28-.._...........--.- 83 
PVOTOR 6 22 ono econ eeeeee 51 
April 5 to April 11..-.--..--......—. 
April 11 to April 18..-.-...........-.. 180 
April 18 to April 26........—-...- 130 
April 28 to April 80._...._..---.- 121 
BVCTAR6 nos oo ee 175 
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(Parts per Million). 


Effluent of the Set- 
tling Basin 
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the middle of 
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ters stored 
solids. 


Filters unloading. 
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less of the unloading of the sprinkling filters, it is usual 
to subject the filter effluent to rapid settlement. 

The settling of the combined effluents of the outside 
sprinkling filters for a nominal storage of two hours in a 
horizontal tank proved sufficient to remove a large part 
of the suspended solids and yield a uniform effluent. 

The results accomplished are given in Table No. 42. 

It will be noticed that the amount of suspended solids 
in the settled effluent during the time that the filters 
unloaded was on an average the same as when the filters 
were storing solids. The amount and quality of sludge 
produced is discussed under ‘‘sludge.”’ 
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THE DISINFECTION OF SEWAGE. 


These studies were carried on to determine the practi- 
eability of disinfecting sewage which had only been 
freed from its larger suspended solids, and if ao, to find 
the economical amount of disinfectant required. 

Others have shown that it is not practicable to disinfect 
sewage containing particles larger than 1 mm., and conse- 
quently no experiments were made upon crude force main 
sewage. 

Experiments were conducted upon sewage which had 
been subjected to three different degrees of preliminary 
treatment, i. e., fine mesh screening, sedimentation, and 
sedimentation subsequent to fine mesh screening. These 
are arranged in the order of their efficiency in removing 
suspended solids and consequently of oxidizable matter. 

The amount of calcium hypochlorite (the material used 
in all experiments) necessary to disinfect sewage is di- 
rectly proportional to the amount of oxidizable matter 
contained therein. It was expected and the experiments 
showed that the screened sewage required the largest 
quantity of disinfectant and screened and settled sewage 
the least. 

As the strength of sewage has a daily and hourly fluc- 
tuation, an amount of calcium hypochlorite adequate for 
disinfection at one time would be insufficient at times of 
greater strength, and uneconomical at times of lesser 
strength; and as disinfection to be depended upon must 
be uniform in its resulta, the amount added must be that 
needed to meet the maximum requirements. 


Period of Contact. 


In the large scale experiments only one period of con- 
tact was studied, namely, two hours nominal flow through 
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the tank. The actual flow through the tank was in less 
than two hours as determined by the passage of dyes. 


Results. 


The results of disinfection are shown in Table No. 43, 
in which two conditions are shown: first, such an 
amount of disinfectant added that during an epidemiv 
considerable assurance would be felt that other munici- 
palities lower down the river were adequately protected; 
secondly, such an amount added that would destroy over 
95 per cent. of the B. Coli. at a moderate cost. With 
the after effect of dilution and oxidation this would 
clearly indicate efficient disinfection from a practical 
standpoint. 

It will be seen that in the first case 12 parts per million 
available chlorine (approximately 300 pounds of dry 
bleaching powder per million gallons of sewage) effected 
almost complete disinfection, there being residual chlorine 
present in considerable quantity after two hours. Under 
the second or ordinary condition, adequate disinfection 
was accomplished with less than one-half the amount. 

Sewage which had been passed through the fine mesh 
screen only and treated with about 150 pounds of dry 
bleach per million gallons, or when screened and settled 
and treated with 105 pounds of bleach, was economically 
disinfected. 


DISINFECTION TANKS. Stations Nos, 41, 49; 
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Tasre No. 438. 


Average Results of the Disinfection of Sewage from which Suspended Solids, at least larger than 
1 mm. have been Removed by Preparatory Treatment. (Based upon 112 Samples.) 
© = Total Number of Bacteria per |B. Coli. per O. O. as pe 
2 qa ©. C. on Gelatine at 20 De-| Jackson's Presumptive 
6 Bs grees C. in 48 Hours. Test. 
Se | 58 
Sewage Used in the Experiments. +3 Oo E 
sD | Ss 
ad £3 Fa Per Cent. Per Cent. 
F Sq | Initial. | Final. | Removed. | Initial. | Final. (Removed 
< a 
12.4| 4.7 | 2,470,000 837 99.99} 121,000 20} 99.98 
Pine: mesh: Screens 5256 o ce atawecce ccna cciceecoceesseosistcescess 
6.0| 0.5 | 2,060,000} 181,000 91.21} 149,000} 7,470} 95.42 
Effluent of horizontal flow, Scdimentation Tank No. 18 (in- { a 8.4 | 2,450,009 ss bcd Hse a $0.90 
MUGD CRUDE BEM RES) =oeeen indereda eae ArenaGenneech ee ~scessrece 5.4 0.7{ 760,000] — 81,000 95.92} 67,000 745 | 98.89 
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October 13 to October 20.-.---------------------- 
October 20 to October 27_....-..-- --------------- 
October 27 to November 3--.—------------------ 
November 3 to November 10...----—----------- 
November 10 to November 17--.----------------- 
November 17 to November 24.--.---------------- 
November 24 to December 1-...--.--------------- 
January 6 to January 12_-----.-------------- 
January 12 to January 19...-.----------------- 
January 19 to January 26.-..----------------—- 
January 26 to February 2----------------—----- 
February 2 to February 9--.------------------ 
February 9 to February 16_-..---------------- 
February 16 to February 28.-..-.-------------- 
February 23 to March 2.-.-.------------------ 2 
March 2 to March 8&...--.-.-.---------------—- 
March 9 to March 16_-----.---.-------.------- 
March 16 to March 28--..----.----------------- 
March 28 to March 30_-.-...------------------- 
March 30 to April 6.-.-.-.---.------------------- 
April 6 to April 13_-....-.---------------------- 
April 13 to April 20....------------------------- 
April 20 to April 27.-.---.--------------—------ 


Hours Storage, 


TasieE No. 44. 
Disinfection of Fine Screened Sewage. Influent Station No. 11. Effluent Station No. 41. 
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14.4 8.0 1,700,000 | 500 50,000 50 

12.8 8.5 2,850,000 350 50,000 50 
10.9 3.0 1,600,000 690 200,000 15 

11.2 4.5 $3,500,000 470 250 , 000 60 
12.5 6.3 2,000,000 100 150,000 25 

13.8 4.9 3,900,000 100 100,000 10 
11.2 7.1 4,000, 000 150 50,000 6 
6.0 0.2 1,400,000 1,000) dcsceescusccledeseeeees 
6.7 1.4 1,200,000 2,100 175,000 2,500 

Rice: ee pei Beeorenss aera NE rea 

5.4 0.3 1,300,000 320,000 140,000 14,000 
6.7 0.7 1,700,000 11,000 40,000 169 
6.4 0.2 1,900,000 188,000 100,000 5,000 
5.6 0.2 2,260,000 440,000 250 ,000 29,000 
6.9 1.0 1,550,000 2,200 200,000 50 
5.06 0.9 1,900,000 253 ,000 64,000 10,000 
6.7 0.0 2,400,000 150,000 187,000 7,000 
5.6 0.75 2,400,000 60,000 230,000 7,000 
6.8 0.0 isicatec ces ccel.eeceeu neue opens weet laceecdieoe 
6.2 0.0 2,600,000 | 760,000 |--...--..--|.-------- : 
6.3 0.7 4,300,000 4,200 100,000 10 
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Disinfection of Settled Sewage. 


TaBie No. 45. 


Dates. 
1900. 


October 18 to October 20.-.......-...--..-.--..- 
October 20 to October 27.-....--.-...-..-.---.- 
October 27 to November $.-.--..-..-..----.----- 
November 8 to November 10_-.............---.. 
November 16 to November 17..-......-.---.-.-.- 
November 17 to November %--~.....-....-..-.. 
November 24 to December 1-....-...-.-.......- 


1910. 


January 5 to January 12...................-.-- 
January 12 to January 19.-.--......-....--...- 
January 19 to January 26.....-.-.......-...... 
January 26 to February 2.-....--.......-...-.. 
February 2 to February 9.......-.....-....-- 
Fevruary 9 to February 16.........-.......-.- 
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Total Suspended 
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ine Added. 


Residual 
Ohlorine. 


Bacteria per OC. O., 


20 Degrees O. 

rey rey 
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2 rs) 
1,000,000 250 
1,550,000 180 
2,400,000 350 
2,500,000 500 
2,300,000 250 
8,200,000 500 
4,200,000 480 

850,000 45,000 
730 ,000 24,000 
440,000 66,000 
1,000,000 20,000 
770,000 12,000 


Influent Station No. 18—Effiuent Station No. 48. 


B. Coli. per O. O., 
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TaB ie No. 46. 


Disinfection of Fine Screened and Settled Sewage. Influent Station No. 128— 
Effluent Station No. 42. 
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October 6 to October 7_..-.....---.---.-.-----| 2 |--.---- 52 71.6 23.6 | eteceeete 1,200,000 500 100,000 |....-.-.-. 
October “7 tO October? 1oscousn. sees Se cee selec ot aewceu sin coe ad Ucesesees lseeenctee wee ceweus| <aeeecesscodes| doc. cceus cl ecwesessclaoseastoese 
October 18 to October 20.-...-.....-.-.-.-.—. 2 64 72.0 12.1 8.0 1,720,000 250 66 ,000 50 
October 20 to October 27_..-.-.-.-......-------.| 2 16 48 69.2 10.6 2.7 2,050,000 200 60,000 /.......-.. 
October 27 to November 3........--...-....--..| 2 15 24 70.0 9.4 2.5 1,870,000 200 220,000 15 
Novemter 8 to November 10-.-.-...-.-..-...... 2 20 06 78.0 9.4 2.8 2,300,000 430 30,000 5 
November 10 to November 17.......—-....-.-- 2 20 12% 73.8 12.5 4.5 2,100,000 150 36,000 4 
November 17 to November 24-..---...-.---......| 2 17 96 62.0 9.2 0.4 8,300,000 600 100,000 50 
November 24 to December 1.-... -..-----.--.--..| 2 16 62 58.0 9.0 5.6 3,000,000 260 100,000 5 
December 28 to January 5..............-.--...---| 2 |.--.-... 72 76.4 4.18 0.0 820,000 35,400 160,000 j.......... 
January 5 to January 12.......-..............| 2 6 56 68.8 4.8 4.5 660,000 600 Logewevereleeeceeeccy 
January 12 to January 19...--.....-....-.-.-..| 2 8 8&4 66.0 4.4 0.0 650 ,000 84,400 75,000 1,700 
January 19 to January 26.-.............-.....- 2 11 84 70.8 4.1 0.0 510,000 20,000 60,000 1,000 


een | 
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-The above data are based upon experiments conducted 
in the tanks heretofore described and through which 
over 20,000 gallons of sewage flowed per day. To study 
some of the details of disinfection, laboratory experi- 
ments were carried on, using three liters of fine screened 
sewage in four-liter glass-stoppered bottles. 


LABORATORY EXPERIMENTS. 


Rate of Exhaustion. 


Fresh sewage was obtained from the intercepting sewer 
and passed through the fine mesh screen, 18 liters of 
_ which were equally divided among six bottles, and to 
each a different quantity of strong calcium hypochlorite 
solution added in amount required to yield the parts per 
million shown in Table No. 47 At the end of the times 
indicated in the table the bottle was agitated and a 
measured portion withdrawn for the determination of 
residual chlorine, also when the residual chlorine was 
exhausted, or if not, at the end of the test, 250 cc. were 
taken and as soon as the residual chlorine had been de- 
termined, an amount of sterile sodium thiosulphite, just 
sufficient to neutralize the residual chlorine added and a 
*‘methylene blue’’ sample placed in the incubator. 

The exhaustion of the available chlorine and the rela- 
tive stability of the disinfected sewage are shown in 
diagram No. 30, wherein it will be seen that those 
oxidizable matters in the sewage capable of absorbing 
the disinfectant do so within the first hour, after that 
time the residual chlorine is very slowly reduced; also 
when the effluent is incubated by itself the disinfection 
is shown to have prevented the subsequent putrefaction 
of the screened sewage when over 10 parts per million 
available chlorine were added. From this experiment it 
would seem the work accomplished by_the disinfectant 
was done quickly, at least within the first hour. 
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TasLE No, 47. 


Chlorine Absorption When Constant Volumes of Sewage 
are Treated With Different Quantities of Hypochlorite 
of Inme Solution for Different Lengths of Time. Vol- 
ume Treated, 8,000 cc. Screened Sewage. March 24, 
1910. 


PARTS PER MILLION. ag 
rt) 

Se. Residual Chlorine. A 
af 

Say Elapsed Time in Hours. as 
aia gag 

0.5 | 1.0 | 15 | 2.0] 80 | 40 | 5.0 | 60 | 7.0 |] 

5.0 0 0 0 0 0 0 0 0 0 0.47 
7.5 | 2.0 0 0 0 0 | o 0 0 0 | 0.50 
10.0 | 4.0 | 2.0 | 1.5 | 1.0 0 0 0 0 0 0.79 
16.0 |...-.. 6.0 | 6.0 | 6.0 | 5.0 | 5.0 | 4.0 | 4.5 | 4.5 1.00 
20.0 |....... 2 ae Se 6.5 | 4.0 | 8.0 | 80 | 2.6 | 2.0 0.96 
25.0 |... 8.0 |_-....- 6.5 | 5.0 | 4.0 | 4.0 | 8.5 | 8.0 1.00 


Diffusion of Calcium Hypochlorite Solution. 


The efficiency of disinfection depends somewhat upon 
every portion of the sewage coming in contact with the 
disinfectant, and this in turn involves the diffusion of the 
solution with the sewage. To determine this many indi- 
cators were experimented with, among which may be 
mentioned cochineal, erythosin, indigo, lacmoid, methyl- 
orange, eosine, litmus, methyline blue, phenolphthalein, 
and rosolic acid. 

Of these, indigo was chosen as the most sensitive indi- 
cator of the presence of calcium hypochlorite, being 
quickly decolorized by faint traces of the hypochlorite 
solution. 


Tasrz No. 48. 
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NOTE~—For comparison, counts reduced to initial content of 1,000,000 per C. O. Oxygen consumed equals SO minutes on water bath at 100 degrees O. 


136 


Four-liter bottles containing 3000 ce. of distilled water 
faintly colored with indigo solution were first used. A 
1 per cent. bleach solution was carefully added at the 
surface from a pipette having a large orifice in order to 
avoid the formation of a current. The diffusion of the 
calcium hypochlorite could be plainly noted by the de- 
coloration of the indicator. 

It showed that the solution very rapidly passed through 
the upper portion of the water and sunk to the bottom, 
diffusion being entirely from that part upward and was 
accomplished very slowly, the surface of the water in 
some cases remaining blue for an hour. 

As these phenomena might have been caused by the 
difference in specific gravity of the liquids used, they 
were repeated, using clear, settled sewage instead of dis- 
tilled water. The same results were obtained. 

As a check upon these observations 3,000 cc. of screened 
sewage were taken and a sufficient quantity of the 1 per 
cent. calcium hypochlorite solution added to produce six 
parts per million available chlorine; after ten minutes 100 
ce. were pipetted one-half inch below the surface, and 
another 100 cc. one-half inch above the bottom; exactly 
one-half of each was examined for residual chlorine, and 
then the other half neutralized with sterile sodium thio- 
sulphite and plated. The results are shown in Table No. 
49, where it will be seen that the residual chlorine and 
tne reduction of bacteria were found to be the greater 
at the bottom of the bottle. 

As a result of these two tests it is indicated that a 1 
per cent. solution of hypochlorite of calcium would pass 
rapidly through the upper part of a stream of sewage, in- 
adequately disinfecting it, and that diffusion from the 
bottom would not be rapid; consequently the mechanical 
mixture of the solution with the sewage should increase 
the efficiency of disinfection. 
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TaB.L_E No. 49. 


Relation Between Disinfection at the Top and Bottom of 
the Sewage When Allowed to Remain Quiescent in the 
Bottle. Volume 3,000 C. C. 


Elapsed Time in 
Parts per Million. Minutes. 
Chemical] Analysis 10 
of Sewage. 
N : & oe s e ro é 
“— = ee. pee a 
o.. ~ + 
B. |, |2e| 3) oe | 85 
Z3 as |°3| O| Be gh 
3 | 28 [3 a | 28 | Ee 
: =a ie = =} o Oo: 
Zi 2 saa (cl es fe be 
° > a = 
Mi oe oO < ef | m a” 
Sample taken from top of bot- | 
tle just beneath the surface... 3 6.0 0 | 16,100 | 98.30 
116 56 
Sample taken about one-half £ 6.0 | 4.0 200 | 99.98 
inch from bottom of bottle..|J & 


NOTE.—Oxygen consumed—30 minutes on water bath at 100 degrees O. 
All numbers of bacteria converted to a uniform basis of 1,000,000 initial 
bacteria per c. c. 


Quiescent and Agitated Samples. 


Before describing these experiments, two matters must 
be stated—the sample of sewage used for the quiescent 
test proved to be unusually strong, as may be seen by 
comparing its high values for suspended solids and oxy- 
gen consumed with the other samples; also this test was 
conducted prior to the experiments to show diffusion 
and in taking samples for plating they were removed 
near the surface. Both of these facts would decrease the 
value of the comparison. 

There is shown in Tables No. 48 and 50, and on diagram 
No. 30 the detailed results of the disinfection of screened, 
fresh sewage, with varying amounts of available chlorine. 
The markedly higher removal of bacteria when the bottle 
was agitated before sampling over the quiescent condition 


TaB ie No. 50. 
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NOTE—For comparison, counts reduced to initial content of 1,000,000 per O, O. Oxygen consumed equals 30 minutes on water bath at 100 degrees C. 
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led to further study of the matter. In Table No. 51 is 
shown the result of adding equal quantities of calcium 
hypochlorite solution to two bottles containing the same 
quantity of screened fresh sewage and allowing one to re- 
main quiescent, while the other was agitated before sam- 
pling. As a compromise position the quiescent sample 
was withdrawn at mid depth. The absence of residual 
ehlorine in the quiescent sample is due to lack of diffusion. 
The agitation produced much better results, so that it 
would seem that a smaller amount of disinfectant thor- 
eughly mixed with the sewage would accomplish the same 
results as a larger quantity not properly mixed. 

To determine this only one-fourth as much available 
ehlorine was added to the agitated sample and in Table 
No. 52 it will be seen that this was too great a reduction 
in the amount of disinfectant. 

The test was repeated, using one-third as much solution 
for the agitated as the quiescent and from results shown 
in table No. 53 it will be seen that the agitated sample 
was adequately disinfected with a very small quantity of 
disinfectant, although not as efficiently as in the case of 
the three times larger quantity. 


Conclusions. 


As a result of all the tests upon disinfection, it may be 
said that fresh sewage from which particles larger than 
1 mm. have been removed, either by fine mesh screening 
or by sedimentation, can be disinfected by meana of cal- 
cium hypochlorite with the quantities given, and that if 
the complete mixture of the disinfectant with the sewage 
be accomplished by mechanical means rather than rely- 
ing on diffusion, a much smaller amount need be used. 
The above described experiments and the observations of 
others indicate that the action of calcium hypochlorite is 
very rapid. It is therefore probable, although no con- 
firming tests were made, that long contact with the disin- 


TasieE No. 51. 


Showing the Efficiencies of Disinfection in Qutescent and Agitated Samples with Calcium Hypochlorite. Volume= 
8,000 CC. Sampled at middle depth. 


PARTS PER MILLION. ELAPSED TIME IN MINUTES. 


—— 


| ; 
Chemical Analysis of | 10 | 20 80 60 120 
Sewage. , SE ood Sr EY a aed 
\ ' | ’ e ® ‘8 

© QO | oa : ~ | © | oa | a © ) | © a | by © ) Onl p © | 2 , 

Notes. | | 8 9 '22 (8) 8:9 '2ele €' Oo | Fei bl a, 8 | Bele) a) So | BE lS 
| sg a he Soe . @& he | = c ae Gc & = > a ae Ona = > Se be pom = . — 

s '  & o:06 6UOlum we) 5 ° c bo 2 ° Ca oe be 2 ° © oe 2 ° o os ‘= 

23 SS; 6°52 | &| Sie) ce BS So Be el a ee Se Ala 

231.5 et oO: Ee [se | % GO Ble “3 n 9 AS | eg 2) 0 a be io @ o B be ig | 2 

“ps Ee = - aa fomy | o ~ aX a © ~ csQ acs © —_ aX q ©: —= aa a e 

— a= = = | S — ad a b> a —_ 4 we ot b> as — | nd o > | @ om © ‘x > @ “> ® « > 

. ao Ae. Se) aS a Ye os = co Sg is = cS Cg = 2 To Cg: s ! 2 7 Cg is 

= ot ¥*8 45Si'EB Eh © 2,2! sh Ce. te Pi | ae ee ia ar ae 2&8 o | & 

e 83 6 2,2 8 [:5.9(/3 2 [g5:8 £ & jes F/ 8) B gs sig & | ese 

iz Bo 0 me) BR file «a ai a an ee! -m A | 3 a |e 

! 
| ed he ee ee ee ee ee eS Oe, Se a ede ae ar bear 
Quiescent (| | (6.0 | 0 286,000 71.4 64} .0 7,100 "99.29 .79 .0! 2,600 | 99.74 .62 |... eeideses seen i, Seer See ee 
-: Sereened.- 168 52-5 | | | | 
Agitated U : | U 6.0 | 2.0, 7,500 ; 99.25 | 48] 1.5 1,200 | 99.80 | .51 1.0 | 100 | 99.99 | 61 | .0 | 100 | 99.99 | 57 | .0 95 | 99.99 | .66 
i 1 i H } 


NOTEKE—Al] numbers of bacteria converted to a uniform basis of 1,000,000 initial bacteria per C. C. Oxygen consimed equals 30 minutes on water bath at 100 degrees O. 
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Taser No, 529. 


Showing the Efficiency of Disinfection in Quiescent and Agitated Samples with Calcium Hypochlorite. One-fourth as 
much added to Agitated Sample as to Quiescent. Volume—$,000 CC. 


PARTS PER MILLION. : ELAPSED TIME IN MINUTES. 
Chemical Analysis of 10 20 80 60 120 
Sewage. | | SY ASE 
| 
: e e e © . © . o e © ° o e © e © . Ce 
Notes. E 1a). | #] 2] S$.) #212) 9. | #21 21S.) #2) 2)5. 
° e . ha « * ° Bey 
3 rm 3 ) 3 ) i) o 3 be s o) 3 7) So Og. & Ss o 3 3 be 
mk) au re | mq: A a he : ras a be : ra’ a be : ra| a od | A 
. ; [ea | 9 ba = o Rte a o Abe re o Be mn o Be | os 
33 as ome} ~ 8 ~ 8 -_ aR ~ as ~~ as 
hs) be aq 3 aA & c 3 a8 a” 6 2a o. 6 A o. r] cy Or ee 
; g se +: 5 88 r=] 3 SR Og 5 SR Og 5 58 Og ] 8g | Og 
6 pe) e re 3 ~ per 
4 a 8| 6| é| & 4 ol. 2 a a | a a g| 8 4 ei a | & 
Quiescent 0 0 77,000 92.30 1.0 760 99.91 1.0 850 99.96 1.0 800 99.97 1.0 50 99.99 
. Screened_.| 168 76.4 
Agitated 1 0 170,000 83.00 0.0 35,000 96.5 0.0 17,000 98.30 0.0 9,000 99.10 0.0 14,100 96.59 


NOTE—All numbers of bacteria converted to a uniform basis of 1,000,000 initial bacteria per C. C. Oxygen consumed equals 30 minutes on water bath at 100 degrees C. 


THI 


Tasie No. 58. 


Showing the Efficiency of Disinfection in Quiescent and Agitated Samples with Calcium Hypochlorite. One-third as much 
Bleach added to Agitated as to Qutescent. Volume=8,000 C. C. 


PARTS PER MILLION. ELAPSED TIME IN MINUTES. 
Chemical Analysis of 10 20 80 60 : 120 
Sewage. a a LE ER EC SES 1 ID TCI STE EA RR a ES ENTE ROT TT aS —_—_—_——— 
| © ) 2 © ) J © ) r © , 2 © , 2 
Notes 3 i a ~ °.. = A ° oY A °. a - °. = = °. 
r ~~ >) - 8 >) . 8 8 ' >) , @ 8 17) Ss 8 >) ~ 8 8 
= s s ‘o) Hi s o 3 S o o) oO s o 8 
ie 23 a be : re bs : 4 a a bs g e a be $ a r= bs : a 
$y gis<| ° Be a o Abe ok o Abe 3 o Abs 3 o Abe ok 
fs | 88 ise) 3) 3A gs | eA | 8 3] A fe | = eA fo | 3 2A fe 
. g| pe Ze] &| Sa S| §8 re S| ge) OF | el ga | ¢ Sj) gs | ° 
| ee) 
a | 2/°8| 6) 2/8 | & | 8/8 | £ | 8) a | ek | ol) a | & | ele |e 
Quiescent 6.0 5.0 550 99.94 4.0 520 99.96 4.0 810 99.91 3.0 8,000 99.70 0.0 220 99.98 
Screened; 132 71.2 
Agitated 2.0 0.0 69 ,500 93 .06 0.0 44,400 06.56 0.0 48 ,000 95 .57 0.0 5,500 99.45 0.0 4,200 99.58 


NOTE—All numbers of bacteria converted to a uniform basis of 1,000,000 initial bacteria per O. O. Oxygen consumed equals 80 minutes on water bath at 100 degrees O. 
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fectant in a tank is unnecessary providing mechanical agi- 
tation of the sewage is used to cause complete mixture. 
This would greatly reduce the cost of land and tank con- 
struction for a large disposal works, where disinfection 
is found necessary. 


DISINFECTED SEWAGE COMPARED WITH THE 
EFFLUENT FROM OXYDIZING PROCESSES. 


On March 23, 1910, screened sewage was being disin- 
fected with 6.9 parts per million available chlorine; an- 
alysis showed that there was no residual chlorine present 
in the effluent, and the disinfectant had destroyed 97.1% 
of the bacteria. A sample of the effluent was added to 
tap water to make nine dilutions, ranging from one part 
effluent to two parts tap water up to one to ten. These 
were incubated at 20° C. with methylene blue, and were 
still stable at the end of ten days (except the one to two 
dilution). 

During April the relative stability of the screened and 
disinfected sewage was determined the same as the ef- 
fluents from sprinkling filters, and the comparative data 
is shown in the following table: 


Average Relative Stability During April, 1910. 


(Sunday samples excluded.) 
Relative 


Screened and disinfected sewage: Stability. 
Und iluted. - soho ese ds eens savewetineuesa sete ates 31 
Diluted with equal column of tap water.............. 34 


Effluents of sprinkling filters operated at 24% million gallons 
per acre per day: 
No. 20-4, 7 ft. of 1-in. to 3-im. trap.........cceeeeecees 64 
No. 20-5, 4 ft. of 14-in. to 3-in. trap......cceeeeeecees 228 


From this comparison it is seen that screened and dis- 
infected sewage was more stable than a poor sprinkling 
filter effluent, although not equal to that from an efficient 
one. 
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It was discussed, but not determined, whether this 
result was accomplished by the chemical oxidation by 
the calcium hypochlorite of the putrescent matter; or by 
the retarding of putrefaction by the disinfecting action of 
the bleach until the oxidation of the putresible matter 
was brought about biologically. 

Funds were insufficient to carry on these experiments 
further, and on account of their small scale and short 
duration they must be considered unfinished. 

But the fact remains that there were changes outside 
of the disinfection which invited further investigation. 


THE PURIFICATION OF SEWAGE BY DILUTION. 
Applicability of the Process. 
The Oxidation of Sewage. 


If fresh sewage is allowed to stand, the unstable or- 
ganic matters contained therein rapidly exhaust the dis- 
solved oxygen present in the water, anaerobic conditions 
develop, and the subsequent putrefaction produces bad 
odors and usually black deposits. This foul condition 
ls prevented by the continual presence of oxygen or 
aerobic treatment. The oxidation to a stable condition 
of the putrescible matters in sewage can be accomplished 
by means of artificially constructed bacteria beds, but this. 
is at a large expense for purchase of land, construction 
costs, and the constant maintenance charges. 

Natural bodies of water contain bacteria (such as B. 
racemosus, nitrosomonas and nitrobacter) required to 
convert organic nitrogen into nitrates through the steps 
of free ammonia and nitrites; and also the necessary oxy- 
gen to maintain these chemical changes to a certain ex- 
tent. Water has the property of absorbing oxygen from 
the air, the rate and amount of which is dependent upon 
the temperature and barometric pressure. The rate of 
absorption, according to Dibdin, is shown 1n diagram No. 
31 and the valuable work of Dr. Adeney, published in the 
VI Appendix of the Fifth Report of the Royal Commission 
on Sewage Disposal of England, shows that the absorp- 
tion and rapid diffusion of the atmospheric oxygen by 
water replenishes the dissolved oxygen, as it ia used in 
the oxidation of putrescent organic matter by the bac- 
teria. 
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The similarity of biological methods and results accom- 
plished in bacteria beds and in a river are therefore evi- 
dent, and the economy of the latter proposition makes its 
serious study important. 

The purification of water to a potable condition has 
been developed to such an extent that it is now possible to 
render water so polluted that it could almost be classed 
as a very dilute sewage into a water which, although 
analysis shows the presence of more ammonia and chlor- 
ine than standards of potable water require, their pres- 
ence are not, per se, detrimental to health, and the bac- 
teria in the final effluent in such cases ranges from 1 to 55 
per ec. 

While this condition may be dismissed from considera- 
tion, it may, however, be well to consider the establish- 
ment of an economical balance between the amount of 
purification of the sewage discharged into a large river, 
and the load placed upon the water purification plants of 
cities using that river for their water supply. 

This natural method of sewage purification should not 
be condemned and set aside as unsanitary without the 
most careful inquiry and experiments, for the great cost 
of purifying the sewage of a large city is such that it is 
necessary to utilize every natural method of sewage puri- 
fication as far as possible without endangering the public 
health. | | 


Limits of Effective Dilution. 


The difference between offensive and inoffensive pollu- 
tion of a water course is to a large extent caused by the 
absence or presence of dissolved oxygen therein; for as 
long as aerobic conditions are maintained the breaking 
down of complex organic bodies by bacteria will be ac- 
complished inoffensively. 

On the other hand, when oxidizable matters are added 
in such quantities that the oxygen of the water is ex- 
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hausted, the anaerobic bacteria become active, and the 
unstable organic matter putrefies, producing the foul 
odors and unsightly appearance to be seen when a small 
stream is the carrier of a town’s unpurified sewage. 

The amount of sewage water produced per capita va- 
ries between wide limits in different cities, but the actual 
amount of polluting material produced per capita is quite 
uniform. The relation between stream flow and popula- 
tion contributing polluting matter is therefore a more 
satisfactory method of considering the subject of dilution 
than the ratio between stream flow and sewage. Sani- 
tary engineers have definitely agreed upon the critical 
point separating offensive from inoffensive dilution. The 
limits are shown in the following table: 


Cubic feet per second per 1,000 
people contributing. 


Authority Offensive Inoffensive. 


R. Hering, 1887......Less than 23 more than 7 
F. P. Stearns, 1890.......Less than 2 more than 8-}- 
X. H. Goodnough, 1903......Less than 34 more than 6 


The most notable example of the purification of crude 
sewage of a large inland city by the natural process of 
dilution is the Chicago Drainage Canal, where the amount 
of dilution required by law is three and one-third cubic 
feet per second of lake water added to the sewage of each 
1,000 persons; and the success of the method is shown in 
the many thorough examinations by engineers, chemists 
and bacteriologists of the water of the canal. 


Practicability of Purification by Dilution. 


The practicability of purifying crude sewage by dilu- 
tion having been established, it became desirable to in- 
crease the rate of purification by some preliminary treat- 
ment. 
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The solids contained in crude sewage are of variable 
size and characteristics. A portion consists of large, 
buoyant bodies, which would remain upon the surface of 
a river until washed ashore; others are more nearly of 
the specific gravity of water and when the velocity is 
reduced will settle to the bottom; still finer particles 
exist and are not capable of sedimentation, finally there 
are the solids in true solution. It must also be remem- 
bered that all of this solid matter is not organic nor putre- 
factive. Part is inorganic and a portion of the organic 
matter is in a stable condition. 

The dissolved matters are most easily acted upon by 
bacteria. The ease with which purification is effected 
increases as the sizes of the solids decrease. Mr. Emil 
Kuichling in his Report on Disposal of the Sewage of 
Rochester, 1907, states that double the dilution is required 
by the ‘‘suspended solids’’ as by the ‘‘dissolved matters. ”’ 

If, therefore, the suspended solids, or even part of 
them, are removed before the sewage is dischargd into a 
river, the amount of such treated sewage that can be 
added without producing an offensive condition would 
be much greater than of crude sewage. 

But the mere settling of sewage prior to its purification 
by dilution does not sufficiently remove bacteria to in- 
sure the safe use of the river for water supply. It has 
previously been shown that fresh settled sewage can be 
disinfected and thus eliminate that danger. 

It was therefore desirable to determine by a large size 
experiment the maximum proportion in which fresh 
sewage could be purified inoffensively by dilution. 

The dilution tank No. 50, heretofore described, was 
therefore operated, using sewage in the first experiments 
(funds were exhausted before the completion of the orig- 
inal program of experiments), from which, by preliminary 
treatment, the suspended solids, at least larger than 
1 mm., had been removed by fine mesh screening or 
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sedimentation, and a substantial destruction of patho- 
genic bacteria by the use of calcium hypochlorite had 
been accomplished. 


Criterion. 


It was not expected that after the addition of the 
screened and disinfected sewage to the river water flow- 
ing through the dilution tank, that its chemical or bac- 
teriological analysis would indicate a potable water, and 
a special standard was, therefore, required to determine 
the condition of the water after the addition of the pol- 
luting sewage. The criterion adopted was that, although 
not potable, the water should continue to improve chemi- 
eally and bacterially (as relating to pathogenic germs) ; 
that the dissolved oxygen should not be depleted below 
50 per cent. saturation, the limit set by the English 
Royal Commission for major fish life; that it should al- 
ways be stable as indicated by the methylene blue test, 
and inoffensive to sight and smell. 

This criterion was in accordance with the definition of 
a perfect effluent as proposed by Mr. J. D. Watson, Engi- 
neer of the Birmingham, etc., Drainage Board. ‘‘A per- 
fect effluent is not an ideal one; the ideal is to obtain by 
natural means an effluent which will not putrefy, and 
which will continue to improve when it is discharged into 
@ stream.’’ 


RESULTS OF EXPERIMENTS IN THE DILUTION 
TANK WITH DISINFECTED SEWAGE. 


Preliminary Statement. 


Before discussing the data obtained from the dilution 
tank, certain conditions of operation must be explained. 
First, during the warm weather, when studies would 
have been of the greatest value, the Schuylkill river was 
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at such a low stage, due to an unprecedented drought, 
that it was impossible (with the existing pipe lines) to 
pump river water to the testing station, and it was not 
until September, 1909, that the experiments could be sat- 
isfactorily commenced. Second, the disinfection tanks 
were situated at such a distance from the dilution tank 
that detrimental chemical and bacteriological changes 
probably occurred in the sewage during transit from the 
disinfection tank to the dilution tank. Third, the suction 
of the pump which forced the river water to the testing 
station was located in a 48-inch pipe extending into the 
river. As the amount of water used per day in the di- 
lution tank was a small part of the contents of this pipe, 
sedimentation occurred therein and consequently the bac- 
terial content of the river water used in the tests was 
lower than that observed by the Bureau of Water at Bel- 
mont intake. Fourth, in examining samples of water for 
B. Coli. the Jackson presumptive test was used and num- 
bers reported as the reciprocal of the highest dilution 
yielding gas. Had confirmatory tests been carried on, it 
is reasonable to expect that the numbers shown would 
have been materially reduced. Fifth, prior to February, 
1910, the samples of the effluent which were kept for two 
weeks were stored in the laboratory at about 20° C.; sub- 
sequent to that date they were hung in the tank and, 
therefore, at the same temperature as the water. 


History of the Experiment. 


The details of operation of the dilution tank are shown 
in diagram No. 32 and the average chemical analysis for 
periods in Table No. 54. 

For most of November the ratio was 1 to 30, and ac- 
cording to the standard set purification was affected, indi- 
eated by the formation of nitrates, no exhaustion of dis- 
solved oxygen, and the decrease in B. Coli. 

During the first part of December the highest dilution 
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(1 to 40) was in progress; the effect upon the water 
was not very great and the purification of the sewage 
accomplished. The number of bacteria in the effluent of 
the tank being but slightly higher than in the river water 
as used and only one-fourth as many as in the river water 
at Belmont Intake (as reported by the Bureau of Water) 
with this dilution (1 to 40), the presumptive test showed 
only one-half as many gas formers in the effluent of the 
tank as in the applied river water. 

From the middle of January to the middle of March, 
1910, the operation of the dilution tank, judged by the 
standard heretofore described, was successful. The water 
continued to improve in quality as it grew older, and 
the bacterial content of the effluent was lower than the 
influent and markedly lower than the raw river water 
at Belmont Intake as reported by the Bureau of Water 
for similar periods; the amount of dissolved oxygen in 
the effluent was but slightly lower than in the raw river 
water. During this period the dilution was at the rate of 
1 to 20, 1 to 15, and 1 to 10, as may be seen in detail in 
Table No. 54 and on diagram No. 32. 

Beginning in the middle of March and until the end of 
the experiments on April 30, 1910, the ratio of disinfected 
screened sewage to river water was made 1 to 7 and the 
results, as expected, were not as favorable as previously. 
On the diagram the higher amounts of nitrogen as albu- 
minoid ammonia, free ammonia and nitrites, the lower 
amounts of nitrates, the high bacterial content of the 
water, and the heavy reduction of dissolved oxygen dur- 
ing the period all show that the limit of efficient purifi- 
eation by dilution had been passed. However, this con- 
dition was not in any sense offensive pollution. 

During the entire experiment there was never the 
slightest evidence of offensive pollution to sight or smell; 
the effluent was of higher turbidity than a potable water, 
but the preliminary treatment of the sewage used had 
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removed all solids of such size as to be visible to the eye. 
Every day samples of the influent and effluent ends of the 
tank were incubated at 20° C. with methylene blue, and 
with no exception retained their original bright color for 
at least 10 days, after which time they were removed 
from the incubator. 

It can, therefore, be safely said that at no time was 
the tank in putrefactive state, even when it was one- 
seventh sewage. 

During March the sewage added to the tank was sam- 
pled at the same time the water samples were taken and 
the “‘pounds’’ of various constituents added to the tank 
may be seen in Table No. 55. 

Analyses of the Schuylkill river water collected at Bel- 
mont Intake (up stream from the Spring Garden Pump- 
ing Station), made by Dr. Geo. Edw. Thomas, Chemist, 
Belmont Laboratory, Bureau of Water, are shown in Table 
No. 56, with the kind permission of Mr. Fred C. Dunlap, 
Chief Engineer, Bureau of Water. 


Conclusions on Dilution of Disinfected Sewage. 


Having in mind the conditions set forth in the intro- 
ductory remarks on dilution, and using the standard de- 
termined upon, the experiments above described showed 
that if fresh, crude sewage was passed through a fine 
mesh screen to remove its larger solids or satisfactorily 
settled, and then disinfected with 6 parts per million 
available chlorine and was added to river water in 
amounts up to one-tenth of the volume of the river water, 
its purification was accomplished without offense to 
sight or smell and the depletion of the dissolved oxy- 
gen of the river water was not carried below 50 per cent. 
saturation. 

The cost per annum of the disinfecting material alone 
for thus treating only one million gallons of sewage per 
day would be approximately $910. 
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Owing to a lack of funds the experiments on dilution 
‘were not completed. 

It is the purpose to extend the experiments so as to de- 
termine the amount of dilution necessary for the treat- 


ment without disinfection of raw, screened or settled sew- 
age. 


Tasuz No. 54. 


Average Analyses of the Water in the Dilution Tank. 
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42 equals screened and settled sewage disinfected. 
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TaBie No. 55. 
Amcunt of Organic Matter Added to the Dilution Tank. 


taminating Sewage. 


Nitrogen as— 
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Consumed. 


Total Oxygen 


Ratiq of Water to Sewage. 
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Pounds of Constituent Added per 


2 Hours. 
Nitrogen ss— is 
a) ile 
a 

wusesmeooue 065 2.600 
140 .086 865 
189 .060 1.960 
076 081 865 
151 065 1.945 
141 108 704 
135 .081 1.600 
146 .081 1.600 
178 .070 1.920 


Million Cuble Feet Water. 


Nitrogen as— 
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48.40 18.65 
40.50 81.00 
88.80 23.20 
42.00 23.20 
61.10 20.06 
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Analyses of the Schuylkill River Water. Data furnished by Fred C. Dunlap, Chief, 
Bureau of Water. 
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Taste No. 57. | 
Showing the Bacterial Averages from the Dilution Tank Experiments. 


“Total Number of Bacteria per C. C. B. Coll. (Presumptive). 
2o7 3a =e] 
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@ E 5 2 
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TaBLeE No. 58. 


Results of Bacteriological Examination of Small Samples of the Effluent of the Dilution Tank 


Dates. 
1910, 


February 21.........-....-... 
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March Sree eRe aie De a 
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March 14...-.-..-- 2-2. 
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Ratio of 
River Water 
to Sewage, 
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Bacteria 
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Bacteria Bacteria 
per O. O. per O. O. 
770,000 50,000 
2,600,000 70,000 
8,400,000 21,000 
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SLUDGE. 


IMPORTANCE OF STUDIES. 


In the operation of a sewage disposal works, the liquid 
portion of the sewage can be handled in an inoffensive 
and economical manner, being ultimately disposed of by 
discharge into a natural water course. One of the most 
important reasons for constructing these works is to keep 
the solid portion, which is mechanically removed by 
screening or sedimentation, out of the water course. The 
sludge obtained is a dark, generally foul mass, very 
watery in composition, and consequently bulky. The 
proper handling to insure in an economic manner its sani- 
tary disposal has been a problem worthy of much study. 

There are two conditions of sludge which are of the 
greatest importance in investigations: 

First, the percentage moisture. A cubic yard of sludge 
(Sp. Gr. 1.02) would weigh 1,720 pounds if the moisture 
amounted to 90 per cent.; then 10 per cent. of the weight 
of the wet mass, or 172 pounds, would be dry residue; if 
the moisture amounted to 95 per cent., then only 5 per 
cent. of the weight of the wet mass, or 86 pounds, would 
be dry residue, only one-half the amount in 90 per cent. 
moisture sludge. 

Therefore, when a certain amount of dry residue is set- 
tled from sewage the bulk of the resulting sludge is de- 
termined by the percentage moisture thereof, and as the 
volume of the wet mass increases very rapidly with slight 
increase of percentage moisture above 90 per cent., any 
design of tank or process which will yield a sludge low 
in moisture is an advance. 

Secondly, the offensive odor of sludge. This is caused 
by the putrefaction under anaerobie condition of the or- 
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ganic compounds. Freshly deposited or thoroughly di- 
gested sludge is not offensive, but as ordinarily removed 
from sedimentation basins and run into lagoons to dry, 
whereby a large area is exposed to the air, the emanation 
may be offensive. Therefore the determination of such a 
process as will produce inodorous sludge is of equal im- 
portance to the low moisture feature. 


Tas e No. 59. 
Average Analyses of Sludge. 


Wet Sludge. |Per Cent. of Dry Residue. 


2 
b> Be: 
f Sludge > 3 
Source o - 5 3 
tc} 3 ; gi 
° 8 a 2 & 
FI a + © ee 
5 iC) K R=] a 
w@ .¥ > Fea a Fy 
Sedimentation of screened sewage 
in Tank No, 12..----...-..--——--- 1.066 90. 49. 51. 1.3] 8.1 
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Tank No. 18_.----...--..--.---------| 1.068 86.1 48. 62. 1.41 7.4 
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DIAGRAIY NO, 32k 


SHOWING RATE OF INCREASE /N 
BULK OF WET SLUDGE AS THE 
PERCENTAGE. MOISTURE IN - 
CREASES. 


161 


AMOUNT OF SLUDGE PRODUCED. 


Horizontal Flow in Sedimentation Tanks. 


The amount of sludge found in the testing station tanks 
at the end of a run did not follow any definite law, so 
that it was not possible to derive a formula whereby, 
knowing the suspended solids in the influent and percent- 
age removal, the number of cubic yards of wet sludge 
produced could be anticipated. This may have been due 
to the large percentage of trade wastes in the sewage 
used. 

Considering average figures, it was found that in a hori- 
zontal flow sedimentation tank (No. 13) with sloping bot- 
tom toward the inlet end, baffle and scum board at mid 
length, and operated at from three and one-half to six 
hours storage, 4.07 cubic yards of sludge, 86.1 per cent. 
moisture, were deposited from each million gallons of 
crude sewage settled. 

In a horizontal flow sedimentation tank with level bot- 
tom (No. 17), divided into three compartments by baffles 
and scum boards, and operated at from four to ten hours 
storage with crude sewage, 6.31 cubic yards of sludge, 
87.7 per cent. moisture, per million gallons was deposited. 

When the fine mesh screened sewage was settled in 
sedimentation tank (No. 12) having a sloping bottom, 
baffle and scum board at mid length and operated at from 
three and one-half to six hours storage, 4.65 eubic yards 
of sludge, 90 per cent. moisture, were deposited per mil- 
lion gallons of sewage. 


Vertical Flow in an Emscher Tank. 


The sludge formed in the sedimentation chamber of the 
Emscher tank falls into the sludge chamber, where diges- 
tion and condensation materially reduced the bulk of 
sludge produced. Based upon the last run in the Em- 

11 
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scher tank, it would appear that sludge was withdrawn 
at the rate of 0.9 cubic yards of sludge, 82.6 per cent. 
moisture, per million gallons sewage. 


Slate Beds. 


Based upon loss of capacity of the slate bed during the 
second experiment, the deposit upon the surface of the 
slates amounted to 1.17 cubic yards of about 54 per cent. 
moisture per million gallons crude sewage treated in the 
bed. 


Settlement of Sprinkling Filter Effiuents. 


Microscopical examination of the applied sewage and 
the effluent from a mature sprinkling filter revealed the 
cause of the marked change in appearance of the sus- 
pended matter. In crude sewage the suspended solids 
are mostly structural, that is, the meat fibres, hair, bits 
of vegetables, ete., are determinable by their appearance, 
and their organic origin is further indicated by the mu- 
cilagenous appearance. On the other hand, most of the 
solids in the effluent were amorphous and appeared 
friable, having lost their sticky nature, the most notice- 
able variation being the presence of worms and worm 
casts. This is probably the reason that the suspended 
matter in the effluent from a sprinkling filter is more 
amenable to sedimentation than that in unpurified 
sewage, and it naturally follows that, regardless of the 
amount present in the influent to such a settling basin, 
the effluent from the settling basin will be uniform in 
character. Therefore, the quantity of sludge deposited 
depends almost entirely upon the settling solids in the 
influent of the settling basin. During a time when the 
filters are storing, the amount of sludge deposited in 
the settling basins from a million gallons would be 
small and when the filters unload large. 

Under the first condition the effluent from the outside 
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sprinkling filters in passage through a plain settling 
basin deposited sludge, 90.2 per cent. moisture, at the rate 
of 2.2 cubic yards per million gallons settled, and under 
the second, when the filters are unloading, 5.3 cubic yards, 
91.5 per cent. moisture. 


PERCENTAGE MOISTURE. 
Horizontal Flow in Sedimentation Tanks. 


The average figure for moisture in the sludge deposited 
from crude sewage in sedimentation tank No. 13, with 
sloping bottom and baffle at mid length, was 86.1 per 
cent., and in tank No. 17, level bottom, 2 baffles and scum 
boards, it was 87.7 per cent. Usually sludge from sedi- 
mentation basins in which septic action is not permitted 
to develop contains about 90 per cent. moisture; the 
lower figure obtained in these tests is parallel to the ob- 
servations on sedimentation conducted at Cologne, Ger- 
many, where it was found that a ten-fold increase in the 
velocity of the sewage during sedimentation produced a 
smaller quantity of dried sludge; containing, however, al- 
most the same quantity of dry residue as at the low 
velocity. 

When the sewage was passed through a fine mesh 
screen prior to sedimentation, the sludge produced was 
much thinner than from crude sewage, averaging 90 
per cent. moisture. | : 


Vertical Flow in an Emscher Tank. 


The sludge withdrawn from the Emscher tank was 
lower in moisture than that from any other sedimentation 
process, averaging 82.6 per cent., the minimum figure 
being 75 per cent. It must be remebered that the amount 
of sludge withdrawn at one time was but a small part of 
the contents of the sludge chamber, and coming from the 
apex of the conical bottom had the lowest percentage 
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moisture. If the supernatant liquor in the Emscher tank 
had been withdrawn, as in horizontal flow tanks, the per- 
centage moisture in the entire mass of sludge would have 
been much higher, for samples of the sludge taken at 
different depths in the tank showed a gradation from 
thin, watery sludge at the surface to the thick, concen- 
trated sludge in the bottom. It is reasonable to suppose 
that in a practical tank, say 30 feet deep, the digestion 
and concentration would be more effective and the sludge 
as withdrawn would not exceed 75 per cent. moisture, 
which figure is confirmed by the results obtained from 
installations of these tanks in the Emscher district. 


Slate Bed. 


(he deposit on the slates resembled mud in its consist- 
ency and the average of three examinations is 54.4 per 
cent. moisture. This deposit would not flow like sludge, 
but required to be scraped off the slates to obtain a sample. 


COMPOSITION OF THE DRY RESIDUE. 


Horizontal Flow in Sedimentation Tanks. 


There is shown in Table No. 59 and on diagram No. 33 
the average composition of various sludges. It will be 
seen that the dry residue deposited in the three horizontal 
flow tanks was similar in composition, slightly less than 
one-half being volatile or organic, only 1.3 per cent. being 
nitrogen and between 7 and 8 per cent. fat. 


Vertical Flow in an Emscher Tank. 


After the Emscher tank became mature, the fermenta- 
tion of the sludge was almost constantly evidenced by 
the ‘‘boiling’’ of the ventilating funnel. The gas pro- 
duced was perfectly inodorous and inflammable; it is 
said to be mostly methane or marsh gas. Daily observa- 
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tion made of the condition in the sludge chamber would 
indicate that the sludge contained therein is in an agi- 
tated condition. An examination of the lower part of 
diagram No. 9 will show how the sludge expanded 
and contracted. In addition to the automatic movements, 
the sludge was disturbed and violently agitated each time 
a@ portion was withdrawn, as evidenced by the excessive 
ebullition of gas through the ventilating opening at that 
time. 

The digestion of the organic portion of the dry residue 
is shown by the fact that in average Emscher sludge 38 
per cent. of the dry residue was volatile; while from 
sedimentation tanks in which the sludge was withdrawn 
before septic action had developed 50 per cent. was 
volatile. 


Slate Bed. 


The aerobic treatment of the sludge deposited in the 
alate bed produced a deposit of which less than 12 per 
eent. of the dry residue was volatile or organic, the nitro- 
gen only amounted to 0.35 per cent of the dry residue and 
fats to 0.55 per cent. As the deposit contained innu- 
merable worms, part of the above figures must be attrib- 
uted to the living organic matter. 

To show the change occurring in the solids when de- 
posited in the slate bed, on October 21, 1909, four layers 
of slates were carefully removed and a sample of the 
surface of the deposit upon the fifth slate taken. Another 
portion of the deposit exclusive of the surface was taken. 
The result of the analysis is shown in Table No. 60. 
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Tasie No. 60. 
Deposit on the Slates. 


Per Cent. of the Dry 
Wet Sludge. Residue That Is— 


Souree. 


Specific Gravity. 
Per Cent. Water 


SS | Se | Ee | ES | cetera ey 


Top of deposit...........-......._] 1.28 
Maas of deposit._._...__.._..__.. 1.4 


Pounds of Various Constituents in One Cubic Yard of the Deposit. 


A 


a 
6 . 
. the 
3 : 
sa) es] 2] 8 
Source. ; 2h AS a r ; 
5 @ © p § 
we Po ro te 
=} ri 3 © ; 
E A > ei Z fa 
Top of deposit..._.-..._ 2,160 | 1,070 830 740 4.28 9.68 
Mass of deposit_._..............._| 2,860 | 1,180 100 | 1,080 8.54 2.36 


CONDITION OF THE SLUDGE. 


Horizontal Flow in Sedimentation Tanks. 


The sludges deposited in sedimentation tanks No. 13 
(sloping bottom) and 17 (level bottom) from crude 
sewage were similar in appearance. Not having been 
allowed to septicize, the resistant suspended matters were 
found in their original state, and in pumping out the wet 
mass trouble was caused by wool fibres clogging the 
diaphragm pump. The sludge from tank No. 12, in which 
fine mesh-screened sewage was settled, was a uniform, 
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homogeneous mass containing no particle larger than 1 
mm. It flowed freely, whereas that from tanks No. 13 
and No. 17, which contained wool, hops and other sub- 
stances, was more sluggish. 

When the supernatant liquor was withdrawn from 
these tanks and the sludge deposit disturbed, the ventila- 
tion of the building was insufficient to carry away the 
odors, which at such times were offensive, and it is but 
reasonable to expect that in large installations of similar 
tanks odors may be expected. 


Vertical Flow in an Emscher Tank. 


The condition of the sludge as withdrawn from the 
Emscher tank was different from any other. Although 
erude sewage was settled in this tank, the fermentation 
in the sludge chamber had broken down even resistant 
bodies and the resultant sludge was fine, granular, and 
homogeneous; considering its dryness, it flowed freely and 
did not have an offensive odor. When withdrawn from 
the sludge outlet the odor was decidedly ‘‘tarry,’’ and 
after a few days the dried mass was inodorous. It is re- 
ported by sanitary experts who inspected installations of 
these tanks in Germany that the sludge as withdrawn and 
discharged upon sludge beds is entirely inoffensive, thus 
confirming on a large scale the observations made at the 
testing station. 

Another marked peculiarity of this sludge was the gas 
(probably methane or marsh gas) contained in it. As the 
sludge laid in the bottom of the tank it was under pres- 
sure due to the hydrostatic head; when withdrawn from 
the sludge outlet the gas expanded to form bubbles, so 
that the mass, after standing a few hours, resembled ‘‘ris- 
ing’’ bread dough in consistency. This is a great advan- 
tage, as it facilitates the drying of the mass. 

When examined microscopically fresh Emscher sludge 
appeared to be composed of granular, structureless 
masses, indicating the complete digestion of the solids. 
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Slate Bed. 


The deposit upon the slates was an inodorous mud, even 
gritty when rubbed between the fingers, and microscopic 
examination revealed large amounts of sandy matter. 
When heated in a dish to obtain the dry residue, the 
worms came to the surface and their activity showed the 
aptness of the term ‘‘living earth.’’ ° 


FORMATION OF SCUM. 
Horizontal Flow in Sedimentation Tanks (Crude Sewage) 


When the crude sewage was settled in horizontal flow 
tanks without scum boards, the formation of scum was 
irregular. At times it would form in patches and after 
moving about finally disappeared. 

After the introduction of baffles and scum boards in 
such tanks, the formation of scum at the inlet end of the 
tank always commenced soon after the tank was put in 
service, and by the end of the run had attained serious 
thickness, being tough and tenacious, and covered with 
a leathery, impervious skin upon which, in several casea, 
small plants began to grow. 


Composition. 


Analyses of typical scum is shown in Table No. 61. The 
high specific gravity seems inconsistent with a floating 
mass, but it 1s held up by entrained gas bubbles which 
are liberated in sampling. 

The scum was much more organic in composition than 
sludge, as may be seen in the diagram No. 33. 


Condition. 


When the scum was removed from a tank prior to 
sludging the same, the entrained gas was liberated, and 
caused much offense, due to its foul odor. 
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TaBLeE No. 61. 


Analyses of Scum. 


Wet Sludge. Dry Residue. 
nn J 
335 . 
Oo a 
Source ips x Percentage. 
& rey 
Date. pga| 3 
Influent Crude BwE! 3 ~ 
Sewage. nos ‘ : 
O2e = : is | 
S35) 8 |) eat S| 2 
Sse s| | eg 
Zee be o.| 4&1] a 
ay @ r 
D | A > mi | Zz Fe 
December 24, | 1.07 | 81.9 | 55.6 | 44.4| 2.2| 14.3 
Sedimentation Zs 
March 10, 1910...-| f Basin Number 18. 1.06 | 81.8 | 65.9 | 34.1 | 1.4 | 18.6 
May 8, 1910..._... renee: (1 (se eaaae 79.4 | 59.7 | 40.8] 1.6] 7.7 
January 6, 1910... soaps atceind 1,05 | 85.2 | 56.4 | 48.6] 1.7] 8.0 
March 11, 1910.....| p Basin aeunbee 7. 1.04 | 88.7 | 65.4 | 34.6 | 1.9 | 21.7 
May 2, 1910.___.._. Compartment. [| | 78.8 | 57.4 | 42.6| 1.8] 10.0 
March 21, 1910.-.-. { Ee \ 1.06 | 87.2 | 61.8 | 38.2| 1.9] 14.8 
AVGTS Oooo 82 el aco 1.05 | 82.5 | 60.5 | 39.5 | 1.7 | 18.6 


The solids forming the scum remained in their original 
structural condition, the entire mass being bonded to- 
gether by the wool fibres. 


Horizontal Flow Tanks Using Screened Sewage. 


On tank No. 12, the influent of which was fine mesh 
screened sewage, a scum such as is described above never 
formed. 

Probably due to the violent agitation of the sewage in 
the screen, a frothy material was generally present on the 
inlet end of the tank. It never formed a laver of more 
than two inches in thickness and ought not to exist on an 
aciual installation. 
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Vertical Flow Sedimentation Tank. 


During the early operation of the Emscher tank no 
scum formed upon its surface, but later, as on all the 
crude sewage tanks, a thick scum formed on the area 
inside the baffle and later a thin, fatty scum formed be- 
tween the baffle and the outlet weir. 

The ventilating opening always contained a scum, 
which was continually broken up, however, by the gas 
bubbles. In a tank of this type for actual use, an in- 
ereased size of the ventilator over the six inches used 
in the experimental tank would prevent its clogging and 
subsequent passage of the gases of fermentation through 
the settling chamber. 


THE EFFECT OF DESIGN OF THE TANK UPON THE 
SLUDGE PRODUCED. 


Horizontal Flow Tanks. 


When sedimentation tanks No. 12, 13 and 17 had level 
bottoms and were unbaffled it was observed that the ma- 
jority of the sludge was deposited at the inlet end of the 
tank, and that the sludge at the inlet end contained more 
dry residue of a fixed or inorganic nature than that found 
at the outlet end. 

The construction of baffles and scum boards, in addition 
to improving the efficiency of sedimentation, also re- 
strained the sludge at the inlet end, thereby keeping the 
outlet compartment freer from sludge or scum liable to be 
carried away with the effluent. 

The successful accomplishment of this is shown in dia- 
gram No. 34; in this particular case two-thirds of the 
sludge was deposited in the first part, one-fourth in the 
second and one-twelfth in the third. 

When the sloping bottoms were built in sedimentation 
tanks No. 12 and 13 it was expected that as sludge formed 
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upon the bottom of the tank, it would continually slip 
along the smooth inclined (16° to the horizontal) bottom 
into the deepest part at the inlet end. During the oper- 
ation of the tanks this did not occur to as great an extent 
as hoped for, but when the supernatant liquor was with- 
drawn the sludge assumed a level surface, leaving the 
sloping bottom exposed as the sludge was pumped out, 
so that no manual labor would have been required to push 
the sludge to an outlet point. 


Vertical Flow Sedimentation Tanks. 


The device for removing sludge from the Emscher tank 
by utilizing the hydrostatic head of water proved suc- 
eessful, even when the sludge was very compact. 

In case the sludge at the bottom of the tank should 
become so dry as not to flow through the sludge pipe, 
or to prevent, during the maturing of the tank, the lib- 
eration of excessively large volumes of entrained gas in 
the sludge, whereby it might be carried up into the set- 
tling chamber, it is the practice in Germany to run a lead 
pipe provided with numerous outlets down the side of 
the tank, circling it near the bottom with a branch to the 
apex of the bottom; through this water under pressure 
ean be forced into the sludge to thin it. 


SLUDGE DIGESTION. 
First Experiment. 


When the supernatant liquor in sedimentation tank No. 
17 was withdrawn on July 16, 1909, the sludge was driven 
by a stream of water from a fire nozzle into a concrete 
basin, which it filled to a depth of about 15 inches. It 
was expected that the sludge would settle and the water 
used to drive it could be drawn off the top. In 24 hours, 
however, the reverse occurred, the thin watery mass 
separated into three layers, on the bottom sludge, on 
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the surface scum, with a layer of water between. Gas 
bubbles continually rose, some times breaking through 
the scum, but generally entrained therein, maintaining 
it at the surface. When the scum was disturbed the lib- 
erated gas was offensive. No diminution of sludge was 
noted. 


Second Experiment. 


The next time tank No. 17 required cleaning, on August 
23, 1909, the supernatant liquor was withdrawn and the 
sludge pumped to a concrete tank 50 square feet in area 
and 5 feet deep. Through a by-pass a very small quan- 
tity of settled sewage was allowed to flow over the sludge 
from time to time. A thick, leathery scum formed on 
the surface, beneath which the mass continued to grow 
thinner and watery, at least partly due to the settled 
sewage passing over it. After two weeks the entire con- 
tent was thorough stirred and pumped to a lagoon. (For 
drying see later.) 


Third Experiment. 


On September 22, 1909, fresh sludge was again available 
from tank No. 17 and 4.08 cubic yards were placed in 
the sludge digestion tank. No sewage was added, the 
sludge only being disturbed when sampled. 

After the tank was filled with sludge, it was stirred so 
that the sample taken for analysis represented the entire 
contents. In two days stratification commenced and in 
eight days it was pronounced, the surface appeared like 
the typical leathery scum of a septic tank, being 78 per 
eent. moisture while the sludge at the bottom was 88.3 
per cent. moisture. On October 4, 1909, 2.18 cubic yards 
of fresh sludge was added; this sunk beneath the scum 
which rose as the fresh sludge was added. Four days 
later the bottom of the tank contained 95.5 per cent. 


Tasiz No. 62. 
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moisture. On October 21, 100 gallons of a thin sludge 
were added and, as before, sunk, the seum remaining in- 
tact. On November 4th a diaphragm pump was set up and 
the suction placed at the bottom of the digestion tank; 
expecting to get thin sludge, it was arranged to discharge 
upon a sand bed, but upon pumping only a strong, foul 
water was obtained, which was analyzed with the follow- 
ing results. 


PARTS PER MILLION. 


Suspended Solids. Nitrogen as— Oxygen Consumed. Fats. 
a js 
° e 
: eee: 
e ~~ 
ae ae ; a | 2 | 3 
3 3 s fe 3 3 @ v @ 
° 
e i S ‘o) tes a 8 2 & 
2,082 856 1,176 36 20 264 185.6 82 46.4 325 


Four hundred and seventy-six gallons of this water 
were removed from the bottom of the tank, when sud- 
denly the character of the material pumped changed to 
a thin sludge, showing that there must have existed a 
fairly sharp plane of separation between the water and 
the sludge in the tank. Only 52 gallons of this thin 
sludge had been pumped when it became quite like nor- 
mal sludge and the pumping was stopped. 

On the same day 4.1 cubic yards of wet sludge were 
added to the digesticn tank, which broke a hole in the 
tough scum covering and sank to the bottom. At fre- 
quent intervals up to the end of the tests attempts were 
made to withdraw water from the bottom of the tank, 
but only thin, offensive sludge could be obtained, and 
although there was liquifaction and gasification during 
the early part of the experiment it seemed to cease en- 
tirely when cold weather set in and did not redevelop in 
the following spring. 


SLUDGE DRYING IN EARTH LAGOONS. 
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The collection of samples was difficult, and it is highly 
probable that in withdrawing samples from the lower 
parts of the tank, some contamination from the dry sur- 
face scum occurred. 

Bacterial examination during the early part of the test 
showed that 1.4 per cent. of the total number of bacteria 
in the scum were liquifiers, 4.2 per cent. at mid depth and 
8.8 per cent. in the lower stratum. 

As an actual example of a similar condition on a large 
scale, there may be seen at Birmingham, in England, la- 
goons of sludge five to six feet deep upon which a thick 
strong crust has formed, beneath which the sludge re- 
mains in its original condition with no apparent loss in 
amount, and Mr. Watson says: ‘‘Continued to give off 
foul odor irrespective of age or density.”’ 

As a result of this experiment and the above mentioned 
examples it would seem that the placing of sludge in open 
water-tight tanks is not an advantageous means of dia- 
posal. 


THE AIR DRYING OF SLUDGE IN EARTH 
LAGOONS. | 


Description of Lagoons. 


The testing station was situated on a hill of rocky for- 
mation with a thin covering of micaceous soil, in which 
four lagoons were excavated to a depth of three feet, 8 
feet by 12 feet in plan or .0022 acre. In the first 
one used, a drainage base was made consisting of a three 
inch layer of one inch to three inch slag covered by #-inch 
slag screenings to such a depth that the surface was even, 
and over that a thin layer of slag screenings from 4-inch 
to dust. From the lowest corner ran a three inch iron 
pipe as a drain. 

The other three lagoons had plain earth bottoms. 
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Action of a Coarse Drainage Floor. 


On August 20, 1909, three and one-half eubic yards 
of wet sludge, 82.8 per cent. moisture from sedimenta- 
tion basin No. 12 (influent screened sewage), was pumped 
into the lagoon having the slag base and formed a mass 
12 inches deep. 

The first sludge filled the broken slag drainage floor 
at once and ran out of the three inch pipe, which had to 
be plugged up to stop the flow. 

In three weeks the sludge had dried to a consistency 
fit to remove, but was allowed to remain in the lagoon 
to watch its action. The screened influent to this tank 
contained almost no wool fibers nor materials which 
would bond the sludge as it dried. The mealy nature 
of the sludge became evident as soon as the surface was 
dry enough to crack, the cracks gradually developed into 
fissures extending to the bottom of the layer of sludge, 
which facilitated the drying by increasing the area ex- 
posed to the air. When removed, the lumps piled on the 
side of the lagoon were not offensive, although the fresh 
sludge was. 


Action of Plain Earth Lagoons. 


On October 4, 1909, 3.55 cubic yards of sludge from 
sedimentation basin No. 13 (influent crude sewage) was 
pumped to a lagoon and filled it to a depth of 12 inches 
with a mass 88.7 per cent moisture. In four days the 
surface had dried sufficiently to crack, but the cracks 
never reached the bottom, as in the case of sludge from 
the screened sewage. This sludge dried slower than in 
the preceding case, probably due to the lower tempera- 
ture, and when finally removed was much more difficult 
to handle, due to the bonding together of the mass of 
wool fibers. | 
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Drying of Emscher Sludge. 


Only 30 gallons of Emscher sludge was usually with- 
drawn at one time and a small earth lagoon was therefore 
made, more to obtain samples of dried Emscher sludge 
_ than to determine its rate of drying. It was found that 
when freshly drawn Emscher sludge was placed in this 
lagoon, the entrained gas expanded so that the surface 
became convex. As the moisture evaporated or was ab- 
sorbed into the earth, this arch collapsed and cracked, ad- 
mitting air to the mass below. When dry it was very 
porous and spongy. The tarry odor decreased during 
drying, so that the material removed from the lagoon was 
an inert, odorless and unobjectionable substance. 


Drying of Sludge From the Digestion Tank. 


On September 7th the stirred up contents of the sludge 
digestion tank (heretofore described) were pumped to one 
of the plain earth lagoons. Practically a fluid mass, (96.5 
per cent. moisture) filled the lagoon to a depth of 12 
inches. After 24 hours the moisture had been absorbed so 
that the sludge was about four inches deep and 85 per 
cent. moisture, resembling ordinary sludge when first 
placed in a lagoon. In three weeks the surface cracked 
and was firm; when removed from the lagoon it waa an 
inodorous, felt-like mass. 


Drying Sludge in Furrows. 


Two furrows were dug, 2 feet wide at the top, 10 
inches at the bottom, 1 foot deep; one 17 feet, the other 
23 feet long, the idea being that the larger area required 
by furrowing would be more than compensated for by the 
rapid absorption of the moisture by the soil. On Sep- 
tember 17, 1909 sludge from the plain sedimentation 
tank, supplying the outside filters with sewage, was run 

12 
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into these furrows; it contained 87 per cent. moisture 
and required until October 21st to dry to 60 per cent. 
moisture, when it was removed. As the sludge dried and 
its surface assumed a concave form all rain water was 
eaught and absorbed, thereby maintaining the sludge at 
a higher moisture figure than in plain lagoons. 


Tasie No. 64. 
Showing Results of Air Drying Sludge in Earth Lagoons. 
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Effect of Winter Weather Upon Sludge Exposed in La- 
goons. 


On October 8, 1909, when sedimentation tank No. 12 
was cleaned, 3.9 cubic yards of wet sludge was placed in 
one of the earth lagoons. At the end of four weeks it was 
in a fit condition to remove, but was allowed to remain 
until December 9th. Upon the sides of the lagoon there 
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stood piled lumps of similar sludge which were exposed 
to the same conditions as the contents of the lagoon. 
When snow fell it laid upon the broad, exposed surface 
of the lagoon and when melted slowly was absorbed, 
maintaining a high percentage moisture. 

On the other hand, the lumps piled upon the side pre- 
sented less area to the snow and when it melted it ran 
down and away, so that the lumps remained quite dry all 
winter. 


General Conclusions Upon Lagooning Sludge. 


Sludge was run on the lagoons to a depth of 12 inches 
or at a rate of 1,600 cubic yards of wet sludge per acre. 
In moderate weather the sludge would dry to a consist- 
ency of say, 60 per cent. moisture, and be fit to remove 
before the six weeks usually intervening between sludg- 
ing tanks, and the amount of sludge removed was about 
0.4 of that applied. While the sludge was drying in 
the lagoons samples were taken at weekly intervals and 
subjected to a complete analysis in the hope that certain 
methods would be found superior to others by the loss 
of organic and increase of mineral constituents. But, 
while fats and nitrogen generally tended to decrease, the 
data were not uniform enough to form any laws. 


EXPERIMENTS TO DETERMINE THE BEST MA. 
TERIAL FOR SLUDGE BEDS. 


Data Sought. 


A sewage disposal plant is sometimes located where the 
soil is of such a character that a natural earth lagoon 
would be inefficient for drying sludge, and it is necessary 
to construct an artificial drying bed. The following ex- 
periments were conducted to determine the best media for 
this purpose and its most efficient arrangement. 


Tasrz No. 65. 
Analyses of Sand Used in Experimental Sand Sludge Bed. 


Number 
of Number of Sieve. 
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ment in 
Bed. 
200 100 74 50 40 80 20 10 10 
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5 Per cent. of sand passing.......-._.... ° : : ‘ : Fs 09.8 
6 Per cent. of sand passing : : : : : : 61.4 
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Sand. 


Apparatus Used. 


A wooden box was built, 12 feet long, 2 feet wide and 
12 inches deep, divided into six equal compartments. 
The bottom was made of fine mesh wire cloth supported 
by a heavy screen. | 


Coarse vs. Fine Sand. 


In the bottom of each compartment was first placed a 
six inch layer of screened clinker, one-half inch in diam- 
eter, and upon it a three inch layer of sand, as shown in 
Table No. 65. On November 24, 1909, fresh sludge 90 per 
cent. moisture, from sedimentation basin No. 12 (influent 
screened sewage). was placed three inches thick upon the 
sand. It remained on the sand (under cover at an 
average temperature of 4° C.) for nine days, when the 
dried mass was carefully removed and determination 
made of the moisture and amount of media adhering to 
the dry sludge. Results shown in Table No. 66. 

The coarse sand was very unsatisfactory, as the sludge 
seemed to penetrate into the larger voids and conse- 
quently more of the medium was embedded in the cake 
as removed. 

The fine sand did not permit this and probably removed 
a part of the moisture by capillary attraction. 

Assuming that the same amount of medium would be 
removed by a 12-inch layer of sludge, 1,000 cubic yards of 
wet sludge would remove: 

21.8 tons of coarse sand. 
8.6 tons of fine sand. 
7.9 tons of rice coal. 
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Taste No. 66. 
(See Diagram No. 87.) 


Showing Studies on Sludge Bed. 


Number of Per Cent. Moisture in Tons per Acre 


ieaacnes Com- Sludge as— of Bes oo 
Test Number. eS rr ee ering to 
partment Sludge When 
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ved. 
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Depth of Sand. 


The medium was removed and at varying depths layers 
of fine sand were placed, as shown in diagram No. 37. 
Sludge 88.6 per cent. moisture from a sedimentation basin 
(influent crude sewage) was placed upon the sand on De- 
cember 29, 1909, and after 13 days, at an average tem- 
perature of 6.5° C. removed; results shown on Table No. 
66. It will be seen that the deeper layer of sand proved 
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more efficient than the shallow layers, confirming the 
theory of capillary attraction; also that the covering of 
rice coal did not interfere with the action of the sand. 


Sawdust and Coal Surface Layers. 


The medium was again removed and the bottom layer 
in all compartments made six inches of fine sand. Upon 
three of the compartments varying thicknesses of saw- 
dust were placed and upon the others rice-size anthracite 
eoal. On January 13, 1910, a six inch layer of sludge, 
88.1 per cent. moisture, from a sedimentation tank (in- 
fluent screened sewage) was placed; after seven days 
at an average temperature of 8° C. it was removed. It 
was not practical to determine the amount of sawdust 
adhering to the sludge cake. Results are shown in Table 
No. 66. The thick layer of sawdust was more efficient 
than the thin, whereas the thick layer of coal was less 
efficient than the thin, and the thick layer of sawdust 
equally efficient to the thin layer of coal. 


Sawdust vs. Sand. 


The contents of the compartments were changed to six 
inches of sawdust in three of them, and six inches of fine 
gand in the remainder. Seven tests were made to com- 
pare the sand and sawdust and to find if the sawdust 
would become saturated with moisture. 

The sludge was allowed to remain on the media an 
average of six days and an average of two days of rest. 
The details are shown on Table No. 67, wherein it will be 
seen that the sawdust was equal to sand and did not at 
all lose its power to absorb the water from the sludge. 

Before recommending the use of sawdust for an arti- 
ficial sludge lagoon, however, larger scale experiments 
ought to be conducted to confirm the results here shown. 
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Tase No. 67. 
Showing Comparative Efficiency of Sand and Sawdust as 


a Medium to Dry Sludge Upon. 


Per Cent. 
Moisture in 
Removed. 


Sludge as 


Average Value 


“‘4sNnPAYEg 00 


“puss uo 


"paaouray se aspnts 
Ul alnjsjoxy *4Uay Jag 


*JaQUMN Jomjisdwmo0gD 


Uy einjsjoR 


‘aSpnis paddy 


"yqa9 Jeg 


"10909 sevIZeq ‘a1n} 
“BladwaL dJjy oe3813aAy 


*s48qQ OU OULL pasdsly 


Dates Sludge Was 


Removed, 1910. 


Applied, 1910. 


_ 


Ce 


ISS ew wD 
~~ kt} l- 


! 


+ | 


rm NOD wi 


February 10... 


SSS eel 


February 1.-.... 


CE 


February 19.-.. 


February 17-_-..-- 


= 8s 8 8 8 @ 


ed 


February 25.... 


February 21-..... 


91 AF 18 11S 
erik li~ 


PUN OF WIS © 


ee 


Mareh ¢4......- 


February 28... 


Pac Bnll cles 
Poin 


mtN OF WLS SO 


—— 


March 14...... 


a 


March 8.....-.. 


rs er 


Cink oiwr©o 
ere Plik- be i- 


mn oo wit © 


March 19_.__-- 5 10.3°; 90.4 | 


Mareh 14........ 


ee e 8 «© 8 @ 


mN ol wis © 


11 


April lowe 


March 21-.......- 


Averages. ...|....------.-...--- 


emma ie tas 


p= ler 


dy Ee a WO 
">See. SO 
an bon eee el 


ADHERENCE OF VARIOUS MEDIA USED IN DRYING SLUDGE. 


185 


DRYING SLUDGE UPON SLUDGE BED UNDER 
COVER. 
Description. 


After the abandonment of the contact system, the 
secondary bed, consisting of three feet of hard furnace 
elinker, one-half inch in diameter, .00585 acre in area and 
enclosed by concrete walls, was covered with a layer of 
fine sand to a depth of six inches. 

Its first use was to dry the contents of the tank in 
which sludge digestion was first studied; on October 5, 
1909, the very thin sludge, 98.2 per cent. moisture, was 
pumped upon this bed; the water that drained through 
the bed was cloudy and full of large suspended solids, 
worms and worm casts; these evidently came from the 
media of the contact bed. In three days it was a thin, 
dry cake and could easily have been removed, but there 
being no immediate need for the bed, it was allowed to 
remain. When, on November 4th, it was removed an- 
alysis showed it to contain only 11 per cent. moisture, 
but the sand adhered to the dry cake at the rate of 17} 
tons per acre. On the same day the 486 gallons of foul 
water from the bottom of the sludge digestion tank were 
discharged upon this bed and later the 56 gallons of thin 
Sludge from the same source. 

This formed a thin cake which quickly dried, so that 
on November 18th it was a dry, hard cake of only 6.2 per 
cent. moisture, and was removed. 

Both of these experiments were on too small a scale 
to draw any conclusions from. 


Operation. 


On November 24th wet sludge from a sedimentation 
tank was run upon the bed, 89.6 per cent. moisture, to a 
depth of 18 inches. At first the drains carried off a little 
water, but the flow soon ceased and the sludge began to 
separate into two layers, the upper almost water, and 
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the lower thick sludge that so clogged the pores of the 
sand that the supernatant liquor could not drain off. The 
bed was needed, so on December 8th the supernatant 
liquor was baled off and the sludge, which was found to 
be 85.5 per cent. moisture, dried for a few days and then 
hauled to an earth lagoon outside the building, where 
in the low temperature it immediately froze. 

To prevent the water forming on top of the layer of 
sludge the sides of the sand lagoon were made of sand 
with a slope of one on one, so that any water collecting 
on top could be absorbed as fast as it collected. Also to 
prevent the waste of sand in removing the dry sludge 
and in case it is burnt to prevent the formation on the 
grate bars of a silica glass, the surface of the sand was 
covered with fine sawdust on one-half and bituminous 
eoal on the other. 

On January 12, 1910, when No. 12 tank was cleaned, 
the sludge was placed on this lagoon to a depth of 12 
inches. After 12 days under cover in the cold winter 
weather the moisture had sunk from 95.6 per cent. to 72.4 
per cent., and the sludge could have been removed but 
was allowed to remain to watch its further action. The 
loss of moisture was very slow after this, and on Feb- 
ruary llth, or after one month, the dry sludge was re- 
moved. It was found that the half on sawdust was 
slightly drier and easier to handle than that on coal, the 
former 68.4 per cent. moisture, the latter 69.2 per cent., 
and soft coal was removed with the sludge cake at the 
rate of 40 tons per acre. 


Description of Second Sludge Bed. 


North of the testing station was a sand washer, the 
hoppers of which were built in a concrete pit. The sand- 
washing apparatus was removed and a small wall broken 
down; this left a water-tight pit 9 feet by 17 feet in plan 
and 4 feet 6 inches deep, covered by a leaky roof about 
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six feet above the top and exposed on three sides. On 
the floor three lines of perforated three-inch tile were 
laid leading to a drain, large pieces of broken concrete 
pavement were filled in to a depth of two feet, then six 
inches of one-half inch to three inches gravel, over this a 
two inch layer of sand. This foundation resembled the 
character of ground, as shown by borings, on the site of 
a proposed sludge lagoon near Pennypack Creek. One- 
half inch to three inches gravel was now placed to a 
depth of six inches and finally six inches of fine sand. 

The surface of this lagoon was divided into small 
areas by 12-inch boards, so that there were four areas each 
3°10” x 4'3”, six areas each 2'10” x 2’10” and 
eight areas each 2’ 14” x 1’ 11”. 

If equal volumes of sludge were placed in these com- 


partments they would fill them respectively 3”, 6” and 
12”. 


Operation. 


This lagoon was only used in cold winter weather, but 
it served to show that the rate of drying was a function 
of the depth applied to the lagoon. 

Emscher sludge was used in filling the compartments, 
and it was found that in the winter weather sludge 12 
inches deep was fit to remove in 12 days, although it 
still contained 68 per cent. moisture and had been frozen 
on the surface. The six inch layers dried in 10 days to 
64 per cent. moisture; and a three inch layer in 10 days 
had only 60 per cent. moisture. These results were ob- 
tained in cold winter weather, and at the end of the time 
specified the sludge was not removed, but observed 
weekly. It was found that after the first rapid loss of 
moisture noted above that very little change occurred in 
the sludge. The result of these experiments would indi- 
cate that on an artificial lagoon Emscher sludge 12 inches 
deep could be dried to a consistency fit to remove in two 
weeks even in winter weather. Later in the winter and 
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early spring one inch of sawdust was placed over the 
sand and it was found to facilitate drying slightly, but 
the freezing weather and snow prevented the complete 
drying obtained in summer, and in the operation of Em- 
scher tanks, where sludge can be removed in small quan- 
tities at frequent intervals, it would be advantageous to 
withdraw sludge only in favorable weather, so that it 
could be removed from the lagoon before freezing. Under 
summer conditions the sludge could be removed sooner. 


Artificial Bottom in the Earth Lagoons. 


In two of the earth lagoons at first described artificial 
bottoms were placed; in one, six inches of sand, in the 
other, six inches of sawdust. 

Seum 81.9 per cent. moisture was removed from sedi- 
mentation tank No. 13 (influent crude sewage) on Decem- 
ber 24, 1909, and placed in an earth lagoon having six 
inches of fine sand in the bottom. 

Slight changes occurred, due to the constant freezing 
temperature (see diagram No. 14), up to January 18th; 
the succeeding rise in temperature caused a reduction in 
the percentage moisture, but a snowstorm later restored 
most of it. After nearly two months the scum contained 
85 per cent. moisture. | 

An almost identical history is recorded of sludge 
from the same tank which on January 4th was placed 
upon six inches of sawdust in an old earth lagoon. In 
seven weeks, due to cold and snowstorms, it had only 
lost moisture from 87.6 per cent. to 71 per cent. 

On January 12th sludge from sedimentation tank No. 
12, influent screened sewage, was placed upon six inches 
of sawdust in an old lagoon; it initially contained 95.6 
per cent. moisture. Shortly after the weather moderated 
and in nine days the mass of sludge contained 78 per cent. 
moisture, after that it dried slowly, due to the same cli- 
matic causes already described. 
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INTIMATE MIXTURE OF SLUDGE AND COAL. 
Preliminary Studies. 


Under a later heading there will be described the burn- 
ing of air-dried sludge and coal in alternate layers. Those 
tests indicated that the fires could be kept in a better 
condition if the sludge and coal was a more intimate mix- 
ture. 

To find the best method of accomplishing this, some 
small size experiments were conducted in mixing various 
sizes of coal and wet sludge. From these it was found 
that the addition of an amount of rice-size anthracite coal 
equal in weight to a unit volume of wet sludge produced 
@ mixture the volume of which was 57 per cent. greater 
than the original sludge and with specific gravity of 1.29. 

Upon exposure in a lagoon it was observed that as the 
wet sludge of the mixture dried, its residue formed a coat- 
ing about each piece of coal and the dried mixture could 
be handled like ordinary rice coal. 


The Air Drying of an Intimate Mixture of Rice Coal and 
Wet Sludge. 


When the sedimentation tanks, No. 12, 13 and 17 were 
sludged in the early part of March, a portion of the wet 
sludge was mixed with an equal weight of rice-size white 
ash coal and placed in lagoons having six inches of saw- 
dust in the bottom. 

The analysis of the plain wet sludge used was as 
follows: 


Wet Sludge. Per Cent. Dry Residue. 
Source. See 
Sedimentation Tank No. ‘s 
er 
8p. Gr.| Cent. Vol. | Fixed.| Nit. | Pats. 
t. 


Mois 
Influent 
12 4{ screened }_._-.-..-- 1.045 | 91.0 72.3 27.8 1.1 9.0 
sewrge 
Influent 
18 crude } 2.2. 1.045 | 80.5 52.6 47.4 1.2 8.5 
sewage 


LEER ee 
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It was found that to effect a good mixture of the 
sludge and coal it had to be handled similarly to making 
concrete, but the tough, tenacious nature of scum made 
its mixture with coal by hand impracticable. 

The addition of coal, almost moisture free, to the wet 
sludge, at once lowered the percentage moisture in the 
mixture made of sludge from sedimentation tank No. 12 
(influent screened sewage) from 91 per cent. to 48.5 per 
cent., and when placed in the lagoon 12 inches deep the 
mixture was firm enough to support 150 pounds per 
square foot. 

Twenty-four hours later, at an average air temperature 
of 4° C. in clear weather, samples were taken at top, mid- 
dle and bottom and per cent. moisture found to be: 


Top...............20.8 per cent. 
Middle.......27.0 per cent. 
Bottom...........30.0 per cent. 


Nine days later, during clear weather, at an average 
air temperature of 3° C., the mixture contained 22.5 per 
cent. moisture. 

On the same day a mixture of coal and sludge from 
sedimentation tank No. 17 (influent crude sewage), which 
had been drying for six days on the artificial sludge la- 
goon under cover, was found to contain 23.8 per cent. 
moisture. 

The dry mixtures were removed from both sources 
and placed in piles at the boiler house, as shown in the 
photograph. 


Conclusions. 


One cubic yard of wet sludge from sedimentation tank 
No. 12, as used in this experiment, weighed 1,763 pounds. 
Based upon the figure obtained in the preliminary studies 
the addition to a cubic yard of sludge of an equal weight 
of coal would produce a volume of 1.5 cubic yards and 
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the resulting mixture would weigh 2,350 pounds per cubic 
yard and be composed as follows: 


Constituent. Per Cent. Sonne 
WOOL 25h ee es ede eacie cence ueaceceswagdete 60. 1,175 
MOiCUPe: 22case 2 sees ec cee tee eee saeeswce i 45.5 1,069 
Dry residue of the sludge --_---.-......-.—----.~..---- 4.5 106 
100. 2,350 


After ten days in the lagoon and standing in a pile un- 
der cover one month moisture had evaporated so that, 
although the volume had not changed, the weight had 
decreased from 2,350 pounds to 1,340 pounds per cubic 
yard. This indicates a percentage moisture of 9.7 and a 
loss during drying of 940 pounds of water per cubic yard 
of the mixture. 

The small samples submitted to coal analysis still fur- 
ther dried, as shown in Table No. 70. 

Having in mind that of the original mixture, the coal 
and the dry residue of the sludge remain unchanged and 
the change in weight is due to the drying out of the mix- 
ture, the deduction may readily be made from the above, 
that since each cubic yard (with moisture partially ex- 
pelled), as delivered at the boiler house, must have been 
composed of two-thirds cubic yards of the original sludge 
and of 1,175 pounds of rice coal, the weight of the mixture 
being 1,340 pounds per cubic yard, each ton of 2,000 
pounds was derived from one cubic yard of wet sludge 
and contained 1,760 pounds of coal. 


THE ULTIMATE DISPOSAL OF SLUDGE BY 
BURNING WITH COAL. 
Preliminary Studies. 


Broadly speaking, the valuable constituents of a fuel 
are the ‘‘volatile combustible’’ and the ‘‘fixed carbon,”’ 
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the detrimental parts being the ‘‘moisture,’’ ‘‘ash’’ and 
‘‘sulphur.’’ When the source of sludge is considered, 
and the presence therein of fats and cellulose, it is rea- 
sonable to expect that dry sludge would have some fuel 
value. An examination of Table No. 59 will show that 
but little less than one-half of the dry residue of sludge 
(except the digested sludge from the Emscher tank which 
is much less) is volatile. 

A sample of old dry sludge (from the sludge digestion 
tank) was analyzed and tested with the following re- 
sults: 


Wet Sludge. Per Cent. of Dry Residue That Is 
Per Cent. 
Moisture. B. T. U. Volatile. Fixed. Nitrogen. Fats. 
51.8 8,768 84.8 65.2 1.8 6.2 


The English Royal Commission on Sewage Disposal in 
its Fifth Report cites the instance of Huddersfield, where 
pressed sludge was mixed with coke breeze and burnt in 
quantities as large as 5,421 tons per annum. 

Several cities in Germany have attempted to dispose of 
their sludge by burning, both with and without coal. 


Test to Determine the Practicability of Burning Sludge. 
Description of Sludges. 


The sludges used were ‘‘H,’’ (as designated on table 
69) from sedimentation basin No. 12 (influent screened 
sewage), which had been air dried in an earth lagoon 
with a slag underdrain. This sludge contained no coarse 
particles, such as wool, hops, or other inflammable bodies. 
Adhering to its under side was considerable slag from the 
lagoon. 

‘“H’’ was sludge from the sedimentation basin No. 10, 
supplying the outside sprinkling filters, which had been 
air dried in trenches. This sludge contained all the solids 


of the sewage. 
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‘‘@’’ was sludge originally deposited in tank No. 17 
(influent crude sewage), which had been acted upon in 
the first experiment in the digestion tank, whereby much 
organic matter was removed; it was then air dried in an 
earth lagoon and was very light and porous. 

‘‘M’’ was sludge which also was originally deposited 
in tank No. 17, had been subjected to digestion and air 
dried on an artificial sand lagoon. It was in very thin 
cakes, dry, and considerable sand adhered to it. Samples 
of the above sludge prior to burning and of the coal used 
were analyzed in the Testing Laboratory and results are 
shown in Table No. 68. 


TasBLE No. 68. 


Analyses of Coal and Sludges Burnt at the Spring Garden 
Pumping Station. 


Coal. Receved, | Dry Coal. | B. T. U. 

Moisture ..-......-....- 2.85 ee ace Se 
i | i the Dry As 
Volatile combustible...| 6.70 C6 eo 
Fixed carbon-_--.....-.-. 74.46 76.25 
ASD: onc es cs Le 16.49 16.89 2,780 1,877 

Total. _...2...2.. 100. 100. 1,864 1,216 
Sulphur -...._________ 0.85 0.87 3,668 2,166 
Bee We tsecen seus 12,065 12,356 1,596 1,360 


In the adjacent pumping station an internal combus- 
tion tubular boiler of the Codman type was used for the 
test. The four coal fires were put into as nearly identi- 
cal condition as possible. The dry sludges had been 
broken into lumps about two inches in diameter anc 3.08 
cubic feet of each broken sludge was simultaneously 
burned, coal being added to each fire when it was needed. 

13 
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Results. 


The detailed results attained are set forth in Table 
No. 69. 
TaBLEeE No. 69. 
Results of Burning Air-Dried Sludge with Coal. 


(For description of fuel see Table No. 68 and text.) 


E H G. M. 
ne, ee eee ee (eee eee, | 
Pounds of wet sludge burnt..._......-._.- 844. 282. 283. 239. 
Weight in pounds per cubic yard of 

broken sludge .---.---.--.---.-.----..-| 1015. 835. 840. 710. 
Percentage of water In sludge.—-....... 32.2 40.2 85.8 15.8 
Percentage of the dry residue volatile._- 80. 28.8 29.2 24.5 
Pounds of water in sludge used._....... 111. 114, 101. | 87. 
Pounds of dry residue in sludge used....| 238. | 163. | 182. | 202. 
Pounds of volatile matter In sludge used_} 70. 48. 63. 50. 
Pounds of fixed matter In sludge used..| 168. 120. 129. 152. 
Pounds of coal burnt with sludge..._..- 285. 192. 212, 214. 
Minutes required for sludge to burn... 107. 68. 88. | 90. 
Minutes required for fire to need coal_..} 110. 80. 83. 99. 
Pounds of wet sludge burnt per minute.| 8.22 4.15 38.0 2.06 
Pounds of dry residue; burnt per minute 2.18 2.47 2.19 2.24 
Pounds of: volatile matter burnt per . | 

WO CO es alow Serewice ce ccns eed 065 706 636 655 
Pounds of coal burnt per one pound of 

Wet sludge ------..----.-----——--—- 88 68 75 ‘ 
Dry TeslGUG® oc cos cso one o ccenkce 817 875 86 045 
Volatile matter .-.-...........-.....--- 246 2 2+) 288 


At the end of the tests the fires were examined and it 
was found that the slag from ‘‘E’’ sludge and the sand’ 
from ‘‘M’’ sludge had fused and formed a molten glassy 
substance upon the grate bars. If this had not been!’ 
removed at once, but had chilled in the grates, it would 
have seriously injured them. 

' With this exception the experiment showed that dried 


e 


ee ey ee es 
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sludge could readily be burnt under boilers, and that 
probably some economy in coal could be realized; how 
much was not determined, owing to certain limitations of 
the experiment. 


TEST TO DETERMINE THE FUEL VALUE FOR 
STEAM PRODUCTION OF MIXTURES OF EQUAL 
WEIGHTS OF PEA COAL AND DRY SLUDGE. 


Having determined that the sewage produced a sludge 
that it was practicable to burn, attention was next di- 
rected to the determination more accurately of the fuel 
value for steam production of mixtures of sludge and coal. 

A portable boiler of the locomotive type was connected 
by a flue to the large main stack of the pumping station 
and the same methods used as in determining boiler ef- 
ficiency. 


Description of Sludges. 


The sludges used were from sédimentation tanks No. 
12 (influent screened sewage) and No. 17 (influent crude 
sewage), both dried in earth lagoons and having stood in 
piles through the winter on the ground; and from the 
Emscher tank No. 19 dried on an artificial sand lagoon 
covered with a surface layer of sawdust. 


Methods of Firing. 


At first the pea-size white ash coal was mixed just 
before firing with an equal weight of the partially dried 
sludge and fed into the fire as required. 

A serious difficulty developed in the deadness of the fire 
when cleaned, and this was overcome by adding an excess 
of coal before and after cleaning and an excess of sludge 
between cleanings. In this way the fires were kept in 
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good condition and equal weights of coal and sludge 
were burnt by the end of the experiment. 


Results. 


The details of the tests are given in the four lower 
lines of Table No. 70, wherein it may be seen that the 
caloric value of the sludge as indicated by its pro rata 
B. T. U. figure was not realized in the amount of water 
evaporated. 

No trouble was experienced in the formation of the 
molten glass aforementioned, as the dried sludge con- 
tained no vitreous material from its drying lagoon. 


TESTS TO DETERMINE THE FUEL VALUE FOR 
STEAM PRODUCTION OF THE DRIED INTIMATE 
MIXTURE OF EQUAL WEIGHTS OF RICE COAL 
AND WET SLUDGE. 


Description of Material. 


There has been previously described the mixing of rice 
coal and wet sludge, its drying in lagoons, and hauling to 
the boiler house. 

The mixtures used were equal weights of rice-size an- 
thracite coal and sludge from sedimentation tank No. 12 
(influent screened sewage) and from sedimentation tanks 
No. 13 and No. 17 (influent crude sewage). The dry- 
ing out of the moisture in the wet sludge very materially 
lowered the percentage of sludge in the mixture as burnt. 


Results. 


In the upper four lines of Table No. 70 there is shown 
the detailed results of the tests, during which several mat- 
ters developed. The fine rice coal fell through the grate 
bars when the fires were cleaned, so that part of the ash 
- shown in the table is really unconsumed fuel. Also the 


TasrLE No. 70. 
Results of Tests to Determine the Fuel Value for Steam Production of Mixtures of Sludge and Coal. 
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sludge-coated rice coal, while it did not fuse together, 
formed a denser mass and required a stronger draft than 
was needed when pea coal was used, a condition which 
would have occurred had coal alone been burnt. It was 
found imperative to burn wood in the bottom of the large 
stack to increase the draft. 

In these tests, even less realization of the caloric value 
of sludge, as determined by its B. T. U. figure, was noted 
than when equal weights of pea coal and dried sludge 
were burnt. 


Final Conclusions. 


Laboratory investigations indicate that there is caloric 
value in sludge, but from the tests it appears that this 
value is not realized in quantity of water evaporated by 
its burning. 

The tests are not final nor conclusive, as some conditions 
were not identical with actual working conditions and 
unknown factors may have prevented the development 
of the real latent caloric value of the sludge. Neverthe- 
less, if considered in no other way, the very small percent- 
age of coal needed to incinerate the sludge is justified be- 
cause of the saving of several dollars per ton required in 
other methods of sludge disposal. 

Sewage disposal plants in Germany have demonstrated 
the feasibility of utilizing sludge for the manufacturing 
of producer gas, so that it is probable that in this manner 
larger economies could be realized than in steam produc- 
tion. 
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APPENDIX No. 1. 


COMPARISON OF SEWAGE USED IN THESE EX- 
PERIMENTS WITH THAT USED AT 
OTHER TESTING STATIONS. 


The sampling of crude sewage at a testing station is 
so much more thorough than at a purification works, that 
for comparison it is best to use average figures from such 
sources. 

Such data is shown in Table No. 71, wherein the great 
differences in sewage are well shown and justify the op- 
eration of a testing station before the design of large 
works. 


COMPARISON OF THE SEWAGE USED IN THESE 
EXPERIMENTS WITH THAT FROM TYPICAL 
DRAINAGE AREAS OF PHILADELPHIA. 


In May, 1910, samples of sewage composed of small 
portions taken over as long a time as practicable were 
collected and analyzed at the testing station. 

The results shown in Table No. 72 and on diagram 
No. 39 and 40. 

Based upon the above analyses and the flow in each 
sewer sampled, there is shown in Table No. 73 an attempt 
to anticipate the character of sewage which would be 
delivered at a works treating the sewage of the entire 
city. The similarity of the average sewage used at the 
testing station is marked. 


TasE No. 71. 
Showing the Average Composition of Sewage used in other Experiment Stations. 


PARTS PER MILLION. 


Suspended Solids. Nitrogen as— Oxygen Consumed. 

Dates. Location. z 3 

$ q e 

eo v4 M be) a 

g| 4 s|s eiFi gis 

g =| ¢# sisi Z@isl gs 

[*) = =e {-) 7 ct @ 

© pA a .@) A = ©) a] 
1908-06 | Mass. Inst. Teeh. (a)...—.............-|...---|...--.|_.--_.|.---.. 18.5 | 0.19 | 0.10 | 48.1 | 19.8 |... ./.._. Ae St es RCE Saas 
1906-07 | Mass. Inst. Tech. (b)-..........-...... 9.1 | 18.9 | 0.00 | 0.20 eee) ASO lease oeos Sleeecss 
1004-05 | Columbus (¢).......-.............-...-.- 9.0 | 11.0 | 0.00 | 0.20 | 51.0 | 26.0 |-.../- 96.0 |..... | 2 
1905-06 | Waterbury (d).......................... 14.8 | 7.8 | 0.14 | 1.52 0 | 20.0 [- |e 26.0 41 48 | 2 
1908-00 | OCloversville (e)_........-................ 23.0 | 12.0 | 0.88 | 0.87 : 60 Wyss etek 45.0 | 217] 168; 48 

6.8 | 4.0] 0.23 | 1.00 20.0 | 40.4 | 128 89 | 38 


(a) Contribution from the Sanitary Research Laboratory. Vol. II, page 114. O. C.. 

(b) Contribution from the Sanitary Research Laboratory. Vol. IV, page 410. O. C. equals 30 minutes on bath at 100 degrees CO. 
(c) Report of Geo. A. Johnson. O. O. equals 6 minutes at 100 degrees O. 

0. 0 


(d) Furnished by Wm. Gavin Taylor. 
(e) Furnished by Harrison P. Eddy. . O. equals 5 minutes at 100 degrees O. 


TaBLE No. 73. 


Showing a Weighted Average Composition of Philadelphia Crude Sewage from Outlets Gauged and 
Shown on Table No. 72. 


PARTS PER MILLION. 


Suspended Sollds Nitrogen as— Oxygen Consumed. 


aitigs|é 
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~~ Average composition of Philadelphia sewage_._......| 160 | 35 | 125 | 15 4 0.2 1.0 | 100 | 15 85 60 80 125 | 40 

“ Average composition of sewage used at the testing 

station, 1900 and 1910...-....-..2. 2-2 59 130} 6.3 4 0.23; 1.0 76! 165.6 | 2 40.4 | 89 1238 | 2 
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Taste No. 72. | 
Analyses of Sewage from Representative Drainage Areas of Philadelphia. 


| Suspended Solids. | Nitrogen as— Oxygen Consumed. | | Dee rg 
| ‘ . Ses Tee Ean | AS a 
| | og 
| | | @ D 
arapie Location of Sample | Date—1910 | z | fos | a 
ocation of Sample. —1910. : : bi 
Number. | 3 é = a Lf fs Ss S o | 2 | | Eos 
: = | < o he : g = e s | 2 | 6 Bw 
= = we) = » = = n= = va = | = . | SES 
2 S = . 9 = 5 2 3 = & 2i¢& BZ | Bes 
° A i) oa ye | = | os $ fe) a a ae os 2,0 Fi 
H = > =) qe Z H M iS) A .e) | < = < 
1 Mantua Creek system. outlet... 5... a cseaccceawn | May 12_--_- 9.30 A. M. 284 | 20 24 20.0 | 6.0 | 0.0 | 0.0 {| 104.8} 28.0 47.6 29.2 42 132 90.4 12.6 
bs Florence avenue outlet .....-.-. 2. sn ee exdcoteedg | May 13-----| 9 A. M. to 4 P. M. 88 24 | 64 | 23.5 | 4.5 0.40 | 0.14 | 74. 17.2 13.6 | 43.2 88 148 21.6 8.05 
| | 
3 Pennsylvania avenue system outlet__----.-.--------------- May 13_--_- 7.200A. M.toll.40 A.M 266 — 36 | 230 | 32.5 3.5 | 0.28 0.70 | 184. 4.0 | 39.2 | 90.8 52, 100 19.2 41.09 
4 Intercepting sewer at pump well for the testing station(a) | May 13_--_- | 10 A. M. 152 20 132 5.2 | 2.8 | eee lanenceccue | 107.2 8.0 | 43.2. 56.0 80 | 110 12.4 18.0 
| | | 
5 | Lombard street at Second street, M, H_----------------- | May 13-.---|1.15 P.M. to 2.15 P.M. 80 20 60 14.0 6.0 | 0.30 0.20 | 78.8) 13.6 | 23.2 | 42.0 | 12 | 16 | 320 | 7.8 
} | | 
6 Christian street at Front street, M. H_-.-.-.----..-....- May 13-.---|9 A. M: to 10.30 A. M.| 108 36 72 18.0 | 10.0 | 0.45 , 0.75 80.8 | 12.0 | 25.6 43.2 | 80 | 144 | 18.4 12.0 
| | | } 
7 Willow street at Second street, M. H_-_----------------- | May 13-----|8.45 A. M. to 11 A. M.| 172 76 | 96 | 15.5 | 4.5 | 0.15 | 2.8 93.2| 9.6 | 82.8 | 50.8 188 152 | 22.4 | 95.4 
| . | | | } | } | 
8 Weighted composite sample of sewage for Pennyp’k plant May 16_---_. 9.15 A. M. to 12 M. 80 20 | 60 6.0 £0) 0.15 | 2:9 | 2.0 | 10.0 | 18.8 43.2 | 64 104 38.8 | 1.5 
9 Aramingo sewer at Dyott street outlet__._._._._.__.__.____.._... May 16----- 1.30 P. Ma to 5.30 P, M. 92 | 20 72 | 6.0 | 2.0 | 0.10 | 0.90 | 86.0 9.2 | 38.8 38.0 | 64 100 26.4 80.0 
| | | | | : 
10 Cohocksink sewer at Allen street_-._.---._.---------------- May 16_---- | 12.30 P.M. to4 P.M. | 184 | 52, 182 13.5 | 4.5 0.15 | 0.85 | 113.6 | 20.0 | 37.2 56.4 | 104 140 56.4 | 42.0 
, | | | 
11 Wingohocking sewer, Fifth and Annsbury-_-------------- | May 20...<. 10 A. By tol P. M. | 48 4; 4 | 2.9 | 8.56 | 0.86 | 2.1 | 54. 10.4 13.2 30.4 | 62 gS eee | 35.0 
| } | 
12 PIG  BERUIG Ci) oats crete rien cinltieeneanmaonin | 118, 1900. | j Dartinal every ¥% hr. | a rr Pcetansctici 24.8 LA Soe eeeeaes | 102.4 | 24.6 j.....| 77:8 ee! 


(a) Intercepting sewer sample too highly colored with dye to do nitrites, nitrates or alkalinity. Figures given from testing station data. 
(b) By filtration through paper. 
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APPENDIX No. 2. 


REMOVAL OF HYDROGEN SULPHIDE. 


It is sometimes found necessary to locate a sewage dis- 
posal plant adjacent to residences, and to eliminate ob- 
jectionable odors produced by stale sewage. It has been 
suggested to collect, by a ventilating system, the gases 
from tanks and covered sprinkling filters, and pass them 
through some porous media, the surface of which would 
be covered with ferric oxide. 

The following experiments were conducted to deter- 
mine the durability of the process and the maximum rate 
at which deodorization could be accomplished. 


Apparatus Used. 


The dilutions of hydrogen sulphide were made in a four- 
liter bottle having a two-hole stopper. 

Through one, water could be admitted at varying rates 
to force the gas out through the other hole. A pipe con- 
ducted the gas to a sealed glass tube, 0.59-inch inside 
diameter and containing 30 inches of excelsior impreg- 
nated with ferric oxide. 

The gas, after passage through the tube, entered a 
Bunsen side-neck filtering flask, upon the bottom of 
which lay a piece of lead paper, the gas, entering the 
flask one-eighth of an inch above the bottom and passing 
out through the side-neck, bubbling up through water. 

Two criterions were adopted—first, the blackening of 
the lead paper; second, the presence of odor when the 
stopper of the Bunsen flask was removed. 
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Lowest Dilution Susceptible to Deodorization. 


In Table No. 74 is shown the result of six experiments 
wherein it was found that a mixture of air and hydrogen 
sulphide in ratio of 1-200, which was very offensive, was 
rendered inodorous by passage through 30 inches of so- 
ealled “ferric oxide’’ at a velocity of 2.5 feet per minute. 


Endurance Test. 


To find how long the action would continue, an endur- 
ance test was made, the details of which are shown in 
Table No. 75 wherein it will be seen that 2.58 cubic feet 
of a mixture of air and hydrogen sulphide, in ratio of 
1-200, passing at a velocity of 2.5 feet per minute through 
the ‘‘ferric oxide,’’ in nine hours’ actual service exhausted 
beyond recovery the ability of the ‘‘ferric oxide’’ to deod- 
orize hydrogen sulphide. 


Removal of Hydrogen Sulphide by Passage Through a 
Solution of Calcium Hypochlorite. 


Experiments were conducted to determine the practi- 
eability of deodorizing hydrogen sulphide by passing it 
through a solution of calcium hypochlorite. Two hundred 
ec. of a 1 per cent. solution of dry bleaching powder was 
used, the diluted gas bubbling one inch below the surface, 
and the same means used to detect efficiency. A mixture 
of air and hydrogen sulphide in ratio of 1-250 was used. 
Each bottle contained four liters of the mixture. | 

The results accomplished at two rates are shown in 
Table No. 76, from which it will be seen that one cubie 
foot of a mixture of air and hydrogen sulphide at a rate 
of 0.37 cubic feet per hour through 200 ce. of a 1 per 
cent. solution of calcium hypochlorite exhausted its 
ability to remove the odor and used 2,550 parts per million 
available chlorine per cubic foot gas or }-liter 1 per cent. 
bleach solution. 


= 
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Taste No, 74. 
Removal of Hydrogen Sulphide by Passage Through 


“Ferric Oxide.” 
Approximate Rate H ,.8 Detected by 
Degree of Dilution. of Flow, 

Treg wee Pane Lead Paper. Odor. 
1:10 2.5 if : 
1:50 2.5 + ag 
1:100 2.5 + ns 
1:150 2.6 ~g _ 
1:200 2.5 ‘ _ 
1:250 2.5 = _ 


Tasie No. 75. 


Endurance Test on “Ferric Oxide” in the Removal of 
Hydrogen Sulphide, Using 4 Litres of 1:250 Dilution 


per Bottle. 
Namber | Pime of Passage 
of of Gas of Gas Remarks. 
Bottle. jin Minutes. eH haat daa 

1 21 8.6 

2 22 8.4 

8 10 7.4 

4 20 8.7 Trace on lead paper. 

5 16 4.7 

6 18 4.9 

7 18 4.1 Trace on lead paper. 

8 37 2.0 

9 15 4.9 

10 20 3.7 

1 21 3.6 Trace on lead paper. 

12 26 2.9 
13 57 1.8 Trace on lead paper. 

14 69 1.1 Trace on lead paper. 

15 35 2.1 

16 $1 2.4 % bottle in 6 minutes gave + by lead paper. 
17 43 1.7 

18 51 1.6 + by lead paper; very slight odor. 
19 13 1.4 + by lead paper; odor strong. 


- Length of materia] in tube equals 30 inches diameter. 
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TaBLE No. 76. 


Deodorization of Hydrogen Sulphide by Passage Through 
a Solution of Calcium Hypochlorite. 
Average rate of flow of a 1-250 dilution gas through the bleach equals 0.23 euble 
feet per hour. 


Parts per Million Available 


Minutes Re- Chlorine. 
quired for 
Nomber of our Litres of 
Bottle. the Diluted Used by the Remarks. 


Gas to Pass Passage of 
Through | Strength of lone Litre of 


the Solution. | Solution. the 
Diluted Gas. 

0 0 Ce 
1 27 2540 100 
2 59 2180 90 
3 30 1844 84 Tinge to lead paper. 
4 38 1278 142 
5 26 852 107 
6 40 710 1 + no odor. 


Average rate of flow of a 1-260 dilution gas through the bleach equals 0.37 eubie 


feet per hour. 

0 0 A a ee en een 

1 27 3069 &l + no odor. 

2 28 2734 89 + no odor. 

3 22 2414 80 + no odor. 

4 17 2180 1 + no odor. 

5 2 1811 80 + no odor. 

6 15 1814 1% + no odor. 

7 28 887 107 + alight odor. 


ul 
OF Tye 

‘4 UNIVE | 

| oP SITY 


c 
ALFA eNIA 


A 


wwe 7 oe 
em cs i ee es eee ie ee es - eg 


a ~oiitéedoy GOOle 


a, 


= es Se a 


